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PEEFACE. 



To fully particularise even such pumps as are at present 
in the market, giving those desirable features which the 
makers from practice or vivid imagination believe to be 
embodied in their productions, would require a huge mass 
of catalogues and specifications, which, like most hetero- 
geneous collections, would contain its quantum of unneces- 
sary matter. 

Therefore, only such examples are here taken as will 
make the progress of pumps suflSciently clear ; novelty in 
design being also considered. 

Of their respective merits, an appreciation or otherwise 
is left for the Eeader; he may secure the pleasure of 
self-satisfaction regarding his own opinion, or, in the event 
of sufficient proof not being forthcoming, he may, without 
any great exertion, have his particular penchant firmly 
substantiated by any particular maker, or by any maker 
except that individual one, as the case may require. 

To those anxious of making some new departure in 
pump construction, it is hoped the examples chosen will 
be of service. If such is the case, this Book will then 
have fulfilled the ulterior aim of the Author. 

X • Xi. B. 

Bubton-on-Tbbnt, 
1889. 
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AND 



PEACTICALLY CONSIDEEED. 



INTEODUCTION. 

In reviewing tlie Author's 'Practical Handbook on 
Pump Construction,* the American paper The Mechanical 
Engineer says : — " A pump is not a very intricate machine 
in itself, and its parts are comparatively few; but its 
action, or want of it, sometimes makes it seem most 
mysterious." 

To those who have not considered the question of water 
dispensation, the remark that " pumping machinery " 
stands pre-eminent among the various branches of 
engineering, may seem to allow of discussion. A few 
instances will very soon give the necessary proof : — 

How could our coal be obtained were it not for the 
pumping plant? — our water supply obtained, or our 
capital sewage works and chemical works be carried on ? 

When man enters Nature's storehouse in search of 
wealth, he finds water ever ready to dispute his supremacy. 
It may b^ in a constant stream, varying only with the 
season; oftentimes vast quantities are stored in crevices 
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of the rocks. Some idea of the quantity of water raised 
will be given when it is known that often its weight is 
six to seven times in excess of the mineral raised. More ! 
In Durham and Newcastle-on-Tyne it is frequently thirty 
times that of the coal raised. 

Anybody who can use drawing instruments cai;i of course 
draw a pump, but to design a perfect or practically perfect 
pump is more difficult. The Author has many times been 
told, when designing a pump, that it would be cheaper to 
make a certain comer square instead of round ; his reply 
has been, ** Yes, but it will not be so good for the flow of 
the water." — " Oh I but the advantage is infinitesimal." 
— " Just so, but the difference between a good and a bad 
pump is simply these infinitesimal parts put together, 
forming a very great difference." 

Although the pump is so simple in itself, there are very 
few pumps in the market that may be said to be perfect, 
or anything like approaching perfection ; they are spoilt 
either on account of cheapness in manufacture, as regards 
pattern making, moulding, or machining, or the maker's 
peculiar fancy. 

The Author's idea is, in starting to design a pump, the 
first consideration should be perfection in the construc- 
tion, totally disregarding economy and beauty ; when the 
pump has been thus designed, look it over and try to 
cheapen the manufacture as much as possible without 
altering the construction ; when that is done, make it look 
as nice as possible without interfering with the first two 
elements. 
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HISTORY. 

The date from whicli we commence the History of 
Pumps is tlie year 200 b.o. ; previous to that period there 
is no mention made of them, nor has there been discovered 
any portion that can be judged appertaining to such a 
machine. 

The Heathen Chinee cannot claim any priority in this 
special branch, which is peculiar, the more so when we 
consider their manner of irrigation. A pump is even now 
a rarity with them. 

Bude nations have not possessed the machine — simple 
as it is — ^but have always resorted to a more laborious 
method to obtain the water. They did sink wells, from 
which the precious fluid was drawn by means of pitchers 
attached to cords, lowered and raised simply by hand. 
As the possession of a well or a supply of water placed its 
owner in a very high standard regarding wealth, we can- 
not doubt that the method to obtain the same was quite a 
secondary consideration, and, therefore the best means 
known would certainly be employed. From this may be 
reasoned that the long continuance of draw-wells and 
all other methods here described, other than by means of 
suction, was simply because there was no superior art 
known wherewith the water could be obtained — that the 
discovery of Torricelli was original. 

It does not appear to have been known to the Greeks or 
Bomans. 

In early Greek writings the words avrXo^^ drrXciv, 
dyrXia, &0., were not used to express anything like what 
we call a pump. It either expresses the draining of water, 
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or more particularly the raising of it by means of a 
bucket or some similar vessel. 'AvrXos, the primitive, is a 
drain, sink, or receptacle for collecting scattered water, 
either for use or otherwise. 

The Egyptian wheel was a common machine over all 
Asia, and in remote comers remains in use yet. The 
Saracens carried it to Spain, where at the present time it 
works under the name of " Noria." 

Danish missionaries in a remote village in the kingdom 
of Siam discovered the immediate offspring of the " Noria," 
consisting of a wheel turned by an ass, and carrying round 
it, not earthenware pots, but a band of hay, which being 
drawn through the water, collected the fluid upon it, and 
delivered it up through a wooden trunk. ^^ 

The performances of Ctesibius and Hero are by Pliny 
and Vitruvius spoken of as curious novelties. Hero, an 
engineer and inventor of the Alexandrian school, that 
capital where most of the sciences were bom, mentions \ 
the pump by Ctesibius in his work on 'Pneumatics,' ■ 
wherein are contained treatises upon the expansion of 
steam, the slide valve, the spindle valve, the common 
clack valve, illustrating the application of a metallic ': 
piston to a metallic cylinder, and nearly one hundred othw 
inventions are described and illustrated, which at the 
present time would be classified under the head of 
Mechanical Engineering. The clear manner in which 
they are described leaves no doubt of the advanced know- 
ledge possessed by the ancients of that class of mechanism 
of which the steam engine has been structurally com- 
pounded. The pump stands nearly last on the list. 

The pump mentioned by Hero is illustrated in Fig. 1. 
This illustration and the following description are taken 
from Mr. Bennett Woodcroft's English translation of 
Hero's * Pneumatics ' : — 
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" The siphons used in conflagrations are made as follows. 
Take two vessels of bronze A B C D, E F G H, having the 
inner surface bored in a lathe to fit a piston (like the 
barrels of water-organs), K L, M N being the pistons fitted 
to the boxes. Let the cylinders communicate with each 
other by means of the tube X D F, and be provided 
with valves P, R, such as have been explained above, 
within the tube X D F, and opening outwards from the 



Fig. 1. 
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cylinder. In the bases of the cylinders pierce circular 
aperture 8, T, covered with polished hemispherical cups 
V Q, W Y, through which insert spindles soldered to, or 
in some way connected with, the bases of the cylinders, and 
provided with shoulders at the extremities that the cups 
may not be forced off the spindles. To the centre of the 
piston fasten the vertical rods S E, S E, and attach to 
these the beam A' A', working at its centre about the 
stationary pin D, and about the pins B,0, at the rods 
S E, S E. Let the vertical tube S' E' communicate with 
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the tube X D F, branching into two arms at S', and 
provided with small pipes through which to force np 
water, such as were explained above in the description of 
the machine for producing a water-jet by means of the 
compressed air. Now, if the cylinders, provided with 
these additions, be plunged into a vessel containing water, 
IJ U Z, and the beam A' A' be made to work at its 
extremities A', A', which move alternately about the pin 
D, the pistons, as they descend, will drive out the water 
through the tube E' S' and the revolving mouth M'. For 
when the piston M N ascends, it opens the aperture T, as 
the cup W Y rises, and shuts the valve R ; but when it 
descends, it shuts T and opens R, through which the water 
is driven and forced upwards. The action of the other 
piston K L, is the same. Now the small pipe M', which 
waves backward and forward, ejects the water to the 
required height, but not in the required direction, unless 
the whole machine be turned round ; which on urgent 
occasions is a tedious and difficult process. In order, 
therefore, that the water may be ejected to the spot 
required, let the tube E' S' consist of two tubes, fitting 
closely together lengthwise, of which one must be attached 
to the tube X D F, and the other to the part from which 
the arms branch off at S' ; and thus, if the upper tube be 
turned round, by the inclination of the mouthpiece M' 
the stream of water can be forced to any spot we please. 
The upper joint of the double tube must be secured to the 
lower, to prevent its being forced from the machine by the 
violence of the water. This may be effected by holdfasts 
in the shape of the letter L, soldered to the upper tube, 
and sliding on a ring which encircles the lower." 

In the year 1660, Agricola writes that pumps were then 
used in the German mines, driven by horse-power and 
water-wheels. 
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Although the pump was invented 120 b.o., it was not 
until the beginning of the 17th century that its true 
principles were understood, it being generlally thought to 
act by means of a force called suction, though no attempt 
to discover the reason why water rose upwards under a 
piston was made until the time of the Duke of Florence, 
when the pump-maker to his Royal Highness, in the 
year 1641, complained that the water would not rise higher 
than 32 feet or thereabouts. Galileo was applied to for a 
solution, but does not seem to have solved the question. 
His pupil Torri colli considered that the atmospheric pres- 
sure might be the counterpoise to the 32 feet of water 
when received into vacuum ; the experiment was tried in 
1643, and the supposition was found correct. From this 
experiment emanated the discovery of the barometer. 

The earliest representation of a bellows pump met with, 
is among those curious cuts embodied in the first German 
translation of Vegetius, published in Erfurt in 1511. It 
consists of an ordinary pair of bellows, the lower side or 
board of which was fitted with a valve and suction pipe, 
and the blast pipe or nozzle was fitted with a delivery 
pipe. 

Dutchmen have played no small part in the history of 
hydraulic engineering, and to one London was indebted 
for its first water supply. From Allen's 'History of 
London,' vol. iii. page 467, we gather — "One Peter 
Morris, a Dutchman, in the year 1582, contrived a 
water engine or mill to supply the citizens with Thames 
water. This machine was first made to force the water to 
the height of Gracechurch Street only. He obtained from 
the City a lease for 500 years, at the yearly rent of 10s., 
for the use of the Thames water, and a place for sinking 
his mill upon." 

Stow, in his 'English Chronicles,* speaking of these 
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waterworks, says : — " Peter Morris, free denizen, conveyed 
Thames water in pipes of lead over tlie steeple of St. 
Magnus' Churcli, at tlie north end of London Bridge, and 
so into divers men's houses in Thames street, np to the 
north-west comer of Leaden Hall (the highest ground of 
London), where the waste of the main pipe ranne first in 
the yeare (1682) on Christmas even; and since being 
divided into foure spoutes, oft times rmining fonre wayes, 
plentifully serving to the commodity of the inhabitants 
neare adjoining to their houses, and also cleaning the 
canals of the streets towards Bishoppesgate, Aldgate, the 
Bridge, and the Stockes market." 

While excavating for the north foundation of the pre- 
sent London Bridge, several curious things were brought 
to light. Among others were two cylinders or pump 
barrels, formerly belonging to some waterworks erected 
upon the spot ; they were of cast-iron, 4 feet long, with a 
bore of 5f inches diameter, and each was famished with 
trunnions, similar to a cannon, for the purpose of securing 
them in their places. 

These forcing pumps appear to have been immersed in 
the water whence the supply was taken, the suction or 
feed pipes being only 4 inches in length. The feed pipe 
of one, and the delivery pipe of the other were of brass, 
very neatly united to the iron by brazing. The valves 
were not seated within the cylinders, hut in separate 
chambers. 

That these waterworks were buried in the ruins of the 
great fire of 1666 there seems very little doubt from the 
appearance of one of the oak piston-rods, of such size as to 
nearly fill the cylinder, being burned down some little 
distance within the cylinder in a conical shape, and in a 
better state of preservation than the other part. This 
piston was at the bottom of the stroke, the othe;r being at 
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the top of the stroke, the piston-rod whereof was missing, 
having been, no doubt, burned away, both pistons remain- 
ing in their respective positions. From one of the 
cylinders was drawn out a half-burnt cock. 

Together with the cylinders was found a largo square 
shaft, which appears to have carried a cross arm (wMch 
was probably of timber, and consumed in the fire), from 
each end of which a piston-rod was attached. The axis 
of this shaft was very much worn on the underside, as 
though it had performed a reciprocating motion in an arc 
about 90 degrees. 

This is the first instance the author has found in which 
the valves were placed in separate chambers, all previous 
pumps having the suction valve and pipe in a direct line 
with the piston or plunger, and the delivery valve chamber 
fixed at the top of the working barrel. 

Mr. Frank H. Pond, of St. Louis, states that: — "The 
introduction of pumping machinery for domestic water 
supply dates from May 30th, 1581, when Peter Maurice 
was granted a lease to erect an engine within the first arch 
of London Bridge for the purpose of supplying that city 
with water. These works proved so successful that he 
was granted the privilege of erecting another engine in 
the second arch of the bridge." 

" This pumping machinery consisted of an under- 
shot wheel 20 feet diameter, having 26 floats, 14 feet 
long by 18 inches broad. Each wheel gave motion, by 
means of toothed wheels and levers, to sixteen pumps, in 
such a manner that for every revolution the plungers 
made two and one-fifth strokes 2 feet 6 inches long. The 
plungers were 7 inches diameter, and when the tide flowed 
quickly the water wheels would together be thus pump- 
ing at the rate of 2 J million gallons in twenty-four hours." 

The first patent record in England of a pump is Patent 
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No. 6, year 1618, entitled "Engines and Instruments 
for Baising Water," by David Bamsey and Thomas Wild- 
gosse. As the beautiful law demandinjg two copies of 
drawing illustrating the inventions, when necessary, was 
not then in vogue, we must surmise that either his method 
was very simple or the reverse, neither illustrations nor 
description being given in the Specification. 

The air-pump, for extracting the air from a vessel, 
whereby it is said that the air is exhausted, or a vacuum 
produced, was invented by Otto de Guericke in the year 
1654. 

About the year 1660 Eobert Boyle made so many 
improvements in the air-pump, that it became almost a 
new machine. 

Sir Samuel Morland, Master of Mechanics to King 
Charles the Second, in the year 1674 invented and patented 
the plunger pump made of cast-iron. 

The following is a copy of the Specification, which is 
dated March 14th, 1674, Patent No. 175 :— 

" Charles the Second, &c., to all to whome these presents 
shall come greeting. 

"Whereas our trusty and well-beloved Sir Samuel 
Morland Knt. and Bart, hath with long study and greate 
expence invented and brought to perfection ' Several 

* Engines for Baising great Quantities of Water with farre 
' lesse proportion of Strength than can be performed either 

* by any Chayne Pumpe or other Engine or Pumpe now in 

* use,' several demonstrasions whereof wee have seen to our 
greate satisfaction, and believe the same will prove of 
greate and universal use to our subiects. And the said 
Sir Samuel Morland hath assured us that hee will make 
very considerable and useful improvements and addi- 
tions thereunto; and also humbly besought us to grant 
him our licence for the sole use and benefit of the said 
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eDgines for the tenne of fourteen yeares according to the 
statute in such cases made and provided." The remainder 
of the Specification contains nothing but warnings, that 
nobody else is allowed to make anything like his machine, 
and to prove that any such punishment would not be a 
pleasure to the Patentee, means were taken to prevent 
other persons making such machines ; for neither descrip- 
tion nor illustrations are given. Evidently an engineer's 
statement was accounted something in those days. 

In the year 1681, we have for the first time information 
given of an engineer being presented with a medal for 
excellency of work in pumping machinery, the honoured 
gentleman being Sir Samuel Morland ; and well he de- 
served such a mark of esteem. He raised water from the 
Thames sixty feet above the top of Windsor Castle, at the 
rate of sixty barrels per hour, by eight men, in the year 
1675, which gave so much satisfaction, that in the year 
1681 the King presented him with his medallion portrait 
set in diamonds. 

One of the most important features in plunger pumps 
and " dry spear " pumps, as also in the steam engine, is 
the gland and stuflBng-box, which is therefore worth a little 
discussion, especially as James Watt has been credited with 
its invention. 

Mr. William Pole, in his 'Treatise on the Cornish 
Pumping Engine,' published in the year 1844, says : — 
" The plunger pump was invented by Sir Samuel Mor- 
land, and patented by him in 1675. The best feature in 
Sir Samuel's invention is the stuffing-box. This last- 
named contrivance, whose universal utility is testified by 
its very general use, and without which the steam engine 
could scarcely exist, is undoubtedly the invention of this 
distinguished and ingenious man, and alone ought to 
render his name immortal." 
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Again, Mr. G. G. Andr^e, in his valuable book * Coal 
and Metal Mining/ p. 430, states : " This kind of pump 
possesses many advantages over the preceding. The 
plunger variety, which is by far the best, was invented by 
Sir Samuel Morland, in 1675. A remarkable feature in 
this invention is the stuffing-box, without which the steam 
engine could hardly have come into existence." 

Mr. Edward Alfred Cowper, in his paper " James Watt," 
read before the Institute of Mechanical Engineers, says : — 
**Watt invented the atuffing-hox in the year 1782, but 
Watt's notes on Mr. Eobinson's article on * Steam and 
Steam Engine,' written for the * EncyclopsBdia Britannica,' 
show that he was using it about 1774." 

In a letter by Mr. Joseph Bramah, of hydraulic press 
fame, 1797, to Sir J. Eyre, Chief Justice of the Common 
Pleas, he strongly urged the demolition of Watt's patent. 
Bramah's chief objections were, that Watt's engine was 
much more complete than the Specification in details, 
more particularly in : — 

1st. The cylinder top being closed ; 

2nd. Ingenious piston, and valve-rod stuffmg-hox in the 
cover ; 

6th. Construction of stuffing-box. 

From these contradictory evidences the author concluded 
that what Mr. Pole and Mr. Andree referred to was the 
substitute for a gland and stuffing-box described in the 
following manner in the * English Encyclopaedia,' published 
in the year 1802 : — "The forcing pump is sometimes 
of a very different form from that already described. In- 
stead of a piston, which applies itself to the inside of the 
barrel, and slides up and down in it, there is a long cylin- 
der nicely turned and polished on the outside, and of a 
diameter less than the inside of the barrel. This cylinder 
(called a plunger) slides through a collar of leathers on the 
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top of the working barrel, and is constructed as follows : — 
The top of the barrel tenninates in a flanch, pierced with 
four holes for receiving screwbolts. There are two rings 
of metal, of the same diameter, and having holes corre- 
sponding to those in the flanch, four rings of soft leather, 
of the same size and similarly pierced with holes, are well 
soaked in a mixture of. oil, tallow, and a little rosin. Two 
of these leather rings are laid on the pump flanch, and one 
of the metal rings above them. The plunger is then 
thrust down through them, by which it turns their inner 
edges downwards. The other two rings are then slipped 
on at the top of the plunger, and the second metal ring is 
put over them, and then the whole are slid down to the 
metal ring. By this the inner edges of the last leather 
rings are turned upwards. The three metal rings are 
now forced together by the screwed bolts ; and thus the 
leathern rings are strongly compressed between them, and 
made to grasp the plunger so closely that no pressure can 
force the water through between. The upper ring just 
allows the plunger to pass through it, but without any 
play ; so that the tnmed-up edges of the leathern rings 
do not come up between the plunger and the upper metal 
ring, but are lodged in a little conical taper, which is 
given to the inner edge of the upper plate, its hole being 
wider below than above. It is on this trifling circum- 
stance that the great tightness of the collar depends. To 
prevent the leathers from shrinking by drought, there is 
usually a little cistern formed round the head of the pumps 
and kept full of water. The plunger is either forced by a 
rod from a working beam, or by a set of metal weights laid 
on it." This pump is illustrated in Fig. 2. 

The author is fully convinced that Sir Samuel Morland 
was the original inventor, and that James Watt only ap- 
plied it to the steam engine. Although Mr. E. A. Gowper, 
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in his paper read before the Inatitate of Uechauical 
Engineere, stated tbat Watt was the inTentor, he afterwards, 
in a paper oq 'The Steam 
Engine,' read before the 
loatitiite of Civil Engineers, 
January 17th, 1884, states 
that : — " Sir Samael Morland, 
in 1682, proposed to the 
French Qovemment to raise 
water hy the force of steam, 
bat failed to get his plan 
taken ap. There is no de- 
scription of it extant. la 
1674 ho had invented a 
aiUfffing-hox to his gland." 

In the year 1695 is the 
first notice the author has 
fonnd relating to "ship 
pumps." In that year one 
was patented by Bobert 
Ledgiagham; it is to be 
regretted that the SpeciGca- 
ticoi in this, as in all other 
of that period, is void of 
drawings and description of 
the invention. 

In the ' Complete Collier,' 
pablished in England in 
1 708, it is stated : — " In some 
places we draw water with 
water wheels or long axle- 
trees, but there is not that 
convenience of water everywhere." The axle-tree referred 
to worked upon a long axle, having attached to it a series 
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of oblong wooden buckets or troughs, whicb filled at tbe 
bottom of the pit and discharged at the top, as they turned 
over the great axle-tree. The author of this work is 
reluctantly obliged to admit that he and his brethren knew 
of no means whereby the drainage of the " good 
collieries," which lie unwrought and drowned, " could be 
accomplished," adding that those who could devise such 
methods "might keep their coach and six, for we cannot 
do it by our engines." 

Apparently no one in the north of England or Scotland 
was capable at this time of constructing even a common 
pump. This circumstance may be gathered distinctly from 
the records of the family of Mar. In 1709, the Earl of Mar 
sent his colliery agent to Newcastle-on-Tyne, it being then, 
as now, regarded as the head school of mining, and from the 
manager's report it appears the machines in use were 
water-wheels and horse engines, with chain pumps for rais- 
ing water. The Earl called in the aid of George Sorocoiild, 
an engineer from Derby, to assist and advise his plans. 
Sorocould knew what a pump was, for he recommended 
their adoption. But when he went away no man could be 
found to put his plan into execution. John Young, the 
millwright of Montrose, was referred to ; then a gentleman 
in Holy Orders was consulted, the Mechanical Priest of 
Lancashire — not the only instance of spiritual advisers 
being able to advise upon matters temporal and mechanical 
— the result being that the chain and bucket gave place to 
pumps worked by cranks and beams receiving their motion 
from water-wheels. 

The earliest record of any pumping engine is found 
in Stewart's * History of the Steam Engine,' published 
in 1714, where one John Potter, of Chester-le-Street, in 
Durham, constructed a pump 9 inches in diameter, made of 
elm hooped with iron. 
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In the year 1782, M. Demonr, a Frenchman, proposed to 
raise water by putting into rapid rotation pipes spreading 
at the top like a y. This was the first attempt at making 
a centrifugal pnmp ; it is illustrated in Fig. S. The next 
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step was the inverted Barker's Mill or a revolving "J, and 
the best form of this species of pump wae investigated by 
M. Euler. 

James Greed, in the year 1741, seottred a Patent, No, 
579, for " Three different Engines or contrivances for cut- 
ting sheet Lead into any required breadths, for Making of 
Water-pipes of any Diameter and Strength, according to the 
Service required, and for the Covering of Churches, Houses, 
and all other Buildiogs with such Lead, or with Coppar or 
Brass, after a manner not hitherto used ; and also a New 
Pump, Engine, or Forcer, for Baising of Water with a Per- 
pendicular Stroke, which will answer the Purpose of a 
Common Pump, or of an Engine to Baise Water to any 
Usual Heighth, or the Extinguishing of Fire." 

As the lead pipes have nothing to do with our subject, 
-we will only give that part of the specification relating 
to the pumps. 
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"The Body of this Pmnp, Fjgir.^, CTFrn». is made up 
or put together into aoe piece, oMj^jgir g of &n Air-Teesel. 
with one, two, three or moTe tArrel£. each B&rrel L^^iig 
a Sucker or Bucket, with a rod tbrc*^*L a g^nar* hole in a 
cap, which screwB on or is ^stened cj iltiis azid screws to 
and cover the head of the Baneil wiih leather for the r>i 
to work through, fastened by acrews cr •.therwise to the 
cap, that little or no water may oome throngh the same : 
and as the water rises in the BarrelL it is delivered into a 
pipe lett into the Barrell near the top, and £'jldere*i there- 
to, which pipe extends down the side of the Air-vessell to 
the bottom thereof^ where the said pipe is open, and 
communicates with the air contained in the said vesseU ; 
and the said pipe also extends npwards into an open cis- 
tern at the head of the said Barrell, with a stop-cock or 
screw at the head of the said pipe, which being open, the 
water as it rises in the said barrel is delivered through the 
said stopcock or screw nnto snch open cistern, and thence 
through a nossill, as in common pumps ; but by turning 
the said stopcock, or fixiug a cap on the said screw, the 
water is forced, by means of compressiug the air contained 
in the said air-vessell, into another or additional pipe lett 
in and joined to the said first-mentioned pipe, near the top 
thereof, and is conveyed through such additional pipe in 
a continual steam to any usual height or with a great 
velocity through a brass or copper elbow and pipe for 
extinguishing of fire, and with or without leather pipe, as 
used in such cases ; or any of the said last-mentioned pipes 
may be screwed or fastened on to the stopcock or screw in 
the pump cistern, or to any stopcock, screw, or pipe placed 
in any other part of the said first-mentioned pipe commu- 
nicating with the air-vessell. The above is the method of 
working this engine as a lifter, and it may be worked as 
forcer by omitting the cap to the barrell and changing 
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the buckett for a plunger or forcer, and changing the 
place of delivering the water out of the barrell into the 
pipe, by letting sttch pipe into the barrell near the bottom 
thereof instead of near the top, and with the addition of a 
valve in such pipe, fixing the pin which passes through the 
lever, and on which the same works, on the farther side 
of the perpendicular rod from the handle, which, in the 
case of a lifter, is fixed on the side nearest the handle. 
The barrell, pipes, air-vessel, and pump cistern are made 
with copper, brass, or lead, or part of one and part of the 
other, fixed in a frame or case of timber, strengthened 
with iron work ; and this pump, engine, or forcer is to be 
worked by lever, pendulum or swing handle, wheel or crank, 
and by the power of men, horses, wind, water, fiie, or any 
other power. The mechanical contrivances, for working 
with a perpendicular stroke is by means of a slit or eye in 
the lever or handle working on a roler, or a plain handle 
or lever working between two rolers, the roler or rolers 
for this purpose being placed in a slit or eye in the rod of 
the pump, engine, or forcer; and for guiding the rod 
perpendicular, there are two wheels working against 
upright pieces, and turning on their axes, which pass 
through the rodd, the said wheels placed either on each 
side of the said roler or rolers, on which the handle works, 
or one above the other below the same, or those wheels 
may be omitted, and it will work perpendicularly, being 
guided by cross pieces for the rodd to work through as 
regulators, with or without wheels in such cross-pieces; 
and by means of shifting the pin or centre of motion on 
which the lever or handle works, the stroke may thereby 
be lengthened or shortened, and consequently more or less 
water delivered at each stroke, in proportion to the height 
it is to be delivered at, or to the velocity at which it is to be 
thrown, and the power to be apply ed«" 
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The first oBcillating pump is in all probability the one 
patented in the year 1750, Patent number 653, by William 
Perkins. The illustrations and the following description 
are taken from the Patent Speoifioation. " Machines for 
Grinding (Tom, raising and forcing water, &c. 

"What I first describe is particularly useful to raise 
water and other flnids. 

" Two curved barreUs of Brass or other metal marked a, 
a. Fig. 4, fixed to the Engine Tree of the same metal b, b, 

Fio. i. 




with a partition c, to prevent the communication between 
the two barrels, in the said Engine Trees are two valves d e, 
d, in the two Barrels are two Pistons or Forcers, leathered 
so as to fit the barrels, ef and «; /is the place for the 
centre of itbe axes from which the iron rod g communi- 
cfttes with the two Forcers ef and e, and the two handles 
<i1 
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hj hjin the two holes at the ends of the iron handles t h 
is to be fixed two wood handles for the men to work by, 
Z Z Z Z is a wood cistern (to receive the water) in which the 
Engine Trees &c. are fixed, when ye handle t is raised it 
raises the fi)rcer e and lower the other e/, and at the same time 
the valve d opens and the other d e shuts which by raising 
one forcer and lowering the other alternately will raise 
the water into the Engine Trees and Barrels and from 



Fig. 5. 



Fio. 6. 




I 



"^Ifi 



.CLdi 



thence force it through two valves at the top of ye Engine 
Tree marked h Fig. 6, and from thence to ye place in- 
tended, when you would work it by wind, water, or horses, 
the power may be communicated to it by the common way. 
Fig. 5, is a side view of ye Engine Tree with the air- 
vessell when used for extinguishing Fire, a is that part 
of the Engine Tree where ye Barrels are fixed, . b the 
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place for tlie two valves, one on each side of the partition 
marked c, in Fig. 4. c, d^ e,/the air-vessell, g the pipe lead- 
ing to the Branch pipe with ye lower end turned upwards 
on two sides to prevent ye air from going through ye s^ 
pipe with the water if any air should by accident be drawn 
into the Engine Tree for by this means if any air goes 
through the valves at h it cannot go directly into the Pipe 
but will go through ye water and enlarge ye quantity of 
air. h h. Fig. 6 is a side view of ye axis and crank &c. 
which I could not show in Fig. 4. The Gudgeon a is to go 
through ye centre/ in Fig. 4. The crank h with cheeks is 
to receive ye two forcing rods w», m, in Fig. 4 w*^ a pin 
through them. The iron rod c is to go through ye curved 
handle of » Fig. 4.*' 

The oldest waterworks in the United States of America 
are supposed to be those of Bethlehem, Pa, which were 
built in 1764, by Christopher Christiansen, a millwright, 
a native of Denmark. The water was conducted 350 feet, 
through an underground conduit into a cistern, whence 
it was pumped by a lignum vitas pump of 5 inches bore 
through bored hemlock logs, to a height of 70 feet, into a 
wooden tank in the village square. 

John Ward, in his * History of the Borough of Stoke- 
upon-Trent,' referring to James Brindley's pump, says : 
" But after pumping out the mines for fully forty years 
after his death, it was broken up, about the year 1812. 
The pump trees, which consisted of wooden staves firmly 
bound together with ashen hoops, were found to be lined 
with cow-hides, the working bucket being also covered 
with leather, a contrivance the like of which it is believed 
has not before been recorded. The pump was made about 
1757." 

In the year 1760, Thomas Perkins secured a Patent for 
^ Engines for raising and forcing water." His claims are : — 
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" 1«/, the cistern is about 7 feet long by 20 inches wide, 
by 19 inches." 

" 2nd, it is to have four wheels, to be driven by men 
or horses." 

" 3rd, the water ways are abont 4 inches diameter, with a 
suction cock 4 inches bore. It has 4 cylinders or barrels, 
about 6 inches diameter, which are to be fixed on the water 
ways in a square, which work is fixed in the middle of 
the cistern. In each cylinder or barrel is a piston, which 
drives and forces, when drawn up it fills the barrels, and 
when forced down the water is forced into the air-vessel, 
which is fixed between the four baiTcls, which, by the help 
of the pressure of the air, throws it through the stand pipe 
to the place intended. The air-vessel is covered by a case, 
and at the upper end of one of the stand pipes is a cock 
to turn on occasion to make the water ascend out of one 
of the pipes to a much greater distance." 

Christopher Christiansen, in the year 1762, constructed 
larger waterworks for Bethlehem, Pa. An 18 feet under- 
shot water-wheel drove three single-acting pumps of iron 
4 inches bore and 18 inches stroke. 

At the Dolcoath mines in the year 1765, there were 
working two atmospheric steam pumping engines, the 
water from which, on its way to the lower level of the new 
adit, by its passage over two water-wheels with cranks on 
their axles attached to beam-worked pumps. The minerals 
from the mine were raised by horse- whims, and water was 
elevated by the same means in buckets and kibbals 
from the shallow levels, showing that the steam pumping 
apparatus had not driven the horse quite out of the field 
in 1765, nor had the pump-barrel entirely superseded 
the original tub. 

For many centuries the pump used in the tin mines in 
Cornwall were of a rude description, consisting of a pipe 
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liaving a square leather bag attached to a long wooden 
handle, doing duty as a bucket. As increased depth over- 
taxed the strength of this structure, cylindrical wooden 
pumps were made bound by iron hoops. The rag and chain 
pump then came into use. 1 his was composed of an endless 
chain, moving upwards through the pump, having attached 
to it at every two or three feet a piston made by a ball 
of rags bound together, or of wood edged with cloth or 
leather, for up to this time valves had not been used in 
Cornwall. 

In Mr. Bichard Trevithick, senior's, account book, closing 
in 1775, we find that the " Dolcoath pumps were made at 
Coalbrookdale " (the once famous Shropshire ironworks, 
founded by Mr. Abraham Darby about the year 1668), 
" for the art of casting pumps was not at that time known 
in Cornwall." 

It appears rather singular that the admirable invention 
of separate valve chambers, referred to in connection with 
the first London waterworks, should have been lost to 
sight for so many years — viz. from 1680 to 1792 (a space 
of upwards of two centuries), then to have been brought 
forward as a new invention. This was done by Mr. 
Charles Simpkin, who procured a Patent for the same in 
January 1702. In this Specification Mr. Simpkin states 
that, " my invention consists in exploding or removing 
the valves both from or out of the part or parts of the 
cylinder or cylinders where the vacuum is made by the 
piston, fan, or fly, or by what other name soever it may be 
called or denominated, and from under or out of the air- 
vessel, and in placing, inserting, or making use of the 
valves in the following manner, by application of certain 
receptacles or chambers, for the express intent and purpose 
of containing the valves only, thereby rendering the 
valves more free of acccbs and preventing the necessity of 
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opening any other part of the engine, except those 
chambers where the valves are contained. Of this 
improvement I say that all chambers or receptacles for 
containing the valves are hereby considered and esta- 
blished as my invention, be they placed howsoever or 
wheresoever in the engine, and that they may be fixed or 
used at any required distance from or annexed to the air- 
vessel, or either on all of the barrels, or tubes, or cylinders, 
in any engine constructed for the purpose of extinguishing 
fire, and that my chambers or receptacles are considered to 
contain any number of valves which may or can be intro- 
duced ; and that, by this my invention, or these improve- 
ments, access may be had separately or severally, when 
required for any purpose, by means of a screw or flanche 
screwed on to or against the chambers for the specified 
purpose in such case provided, or by any other more easy 
or ready method ; and that, agreeable to this my inven- 
tion or improvement, it appears clearly and shall be con- 
sidered to obviate the necessity of drawing the forces, fly, 
fan, or opening of the air-vessel or cylinders, as necessity 
has occasioned in aU former engines not having these 
improvements." 

The following improvement in Mr. William Perkins' 
Oscillating or See-saw Pump, illustrated in Figs. 4, 5, and 
6, has been credited to Mr. Joseph Bramah, between the 
years 1783 and 1797. The illustration. Fig. 7, is a 
sectional elevation, and consists of a cylindrical body A, 
surmounted by an air-vessel B, on to which is cast a 
delivery pipe. In one piece with the body is cast a suction 
chamber D, to which the suction pipe E is bolted. The 
suction chamber top is provided with two rectangular 
suction valves F F of the clack type. The piston C is of 
a rectangular shape, oscillating on the centre spindle H ; 
the piston is fitted with two rectangular delivery clack 
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TslTes J J. A diaphragm E divide the lower part ol the 
cylinder into two separate chambers. 




In parsning his researches, the author met with the 
Backet and Plnnger Pump. This pamp is simply an 
ordinary bncket lift with its pnmp-rod one half the arear 
of the bucket Some aay that this pump was the invention 
of Mr. Smeatun, the great English Hydraulic Engineer, 
who was horn in the year 1724, and died 1792, Another 
authority attributes it to a plumber, who being asked 
advice about a hand pump very hard to work and the 
pump-rod springing, commencing his operation in the 
orthodox feshion and to avoid the springiDg of the rod 
made it larger in diameter. Imagine his surprise, and 
no doubt joy, when he beheld the novel sight of water 
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flowing away at both up and down stroke. The plumber, 
being an intelligent man, made the rod larger and larger, 
till he obtained equal delivery at the up and down stroke. 
I hope this is true, for then the invention is of English 
origin. Our Gallic friends have a version also, and as two 
sides are worth having, we will give no less authority than 
Arthur M. Morin, the great and justly celebrated French 
Hydraulic Engineer. He says, in his book * Des Machines 
et Appareils destin^e a I'el^vation des Eaux,' " The idea 
of placing in one and the same pump barrel two pistons 
of different diameters, with only one rod, or the diameters 
equal or nearly so, with two separate rods, is already very 
ancient." 

" We find also, in the ' Theatrum Machinarium ' of 
Leupold, the description of one type of this class, in which 
the diameter of the two pistons are different, usually 
calculated in the fashion that the area of the larger one is 
double that of the lesser one ; being moved by the same 
rod." The Leupold to whom M. Morin alludes was 
Jacob Leupold, who lived between 1674 and 1727 ; there- 
fore it appears that it must have been invented before 
Smeaton's time, as he was only three years of age at 
Leupold's death. 

Mr. Armengaud, in the seventh volume of his celebrated 
Industrial publication, mentions a Bucket and Plunger 
Pump constructed by M. Faivre, but unfortunately he 
does not give any date. 

One of this type of pump is illustrated in Fig. 8, 

Li the * Dictionary of Mechanical Science,' by Alex- 
ander Jamieson, LL.D., published in the year 1827, he 
gives a description and illustration of a " Plunger Pump *' 
consisting of a wood trunk, square or round, open at both 
ends, and having a valve at the bottom. This pump is 
illustrated in section by Fig. 9. 
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"N is the surface of the water in the pit, and K'the 
place of delivery. The pit must be as deep in water as 
from KtoNO. ABCDisa wooden trunk, round or 
square, open at both ends, and having a valve P at the 
bottom. The top of this trunk must be in a level with K, 
and has a small cistern EF. It also communicates 
laterally with a rising pipe G J, furnished with a valve H 
opening upwards. M is a beam of timber, so fitted to the 
trunk as to fill it without sticking, and is of at least equal 
length. It hangs by a chain from a working beam, and 
loaded on the top with weights exceeding that of the 
column of water which it displaces." 

Mr. Francis Trevithick, in the * Life of Eichard Trevi^ 
thick,' his father, gives the following particulars : — " The 
increasing depth of the mines, and greater power of the 
steam-engines for raising water, necessitated a change in 
the rude pit- work, with pumps made of wood hooped with 
iron, having buckets with leather-cup packing and valve, 
which only raised water with the wpward motion of the 
rods. Pistons without valves, similar to those used in 
steam-engines, worked in brass or iron pump-barrels, 
forcing the water upward with the downward movement of 
the pump rods, reducing the strength and weight of the 
pump bucket rods by one-half. Their descending weight 
about balanced the ascending water, while with the valve- 
bucket pump the rods had to be strong enough to bear 
their own weight and also that of the column of water. 

" The practical cause of failure of the solid piston was 
its liability to jamb in the pump barrel by sand or gravel, 
or leakage of its leather valve was apt to cause serious 
accident to the costly pump-rods, and even to the steam- 
engine." 

Plunger-poles, fitted to the case, the latter having longi- 
tudinal grooves for the passage of the water, had been used 
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in France, but Trevithick's plunger-pole worked in an 
unbored polensase, the sides of which were not touched by 
the pole. This pump is shown in Figs. 10 and 11. The 
plunger-pole was a cast-iron pipe turned 
on the outside, and working in a cast-iron 
case, the sides of which were not touched 
by the pole. The pole case was provided 
with a stuffing-box and the necessary valves, 
Trevithick's pumping gear was quickly 
appreciated, and during the succeeding four 
or five years, many of the principal mines 
in Cornwall had their old bucket lifts 
removed to make room for the new plunger- 
pole lift. This form of pump is still largely 
used, almost as he designed it in 1797. 
Fig. 10 is a longitudinal section; Fig. 11 a 
sectional plan. A, is the plunger-rod of 
wood, fastened into [the hollow cast-iron 
pole; B the pole or plunger; C the pole- 
case allowing space for the passage of water 
round the pole ; D the stuffing-box ; E the 
bottom valve, or suction valve, allowing the 
water to ascend into the pole- case, on the 
ascent of the pole; F the top or delivery 
valve, through which the water is forced 
upward on the descent of the pole. 

"The plunger-pole, made useful in the 
Cornish mines by Trevithick, met all the 
requirements: raising the water by the 
descending pump-rods, having greater simplicity of 
structure, and freedom from breakage or liability of 
jambing. The great value of this invention or application 
is proved by its continued use in pump-work, precisely as 
erected by Trevithick in 1797." 




Fig. 11. 
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"Among other tilings Murdoch proposed," says Mr. 
Enys, in a paper " On the Cornish Engine," read by him 
and published in the 'Transactions of the Institute of 
Civil Engineers,' vol. iii., " the use of Sir Samuel Morland's 
plunger-pump in the pit- work, not as a general substitute 
but as an addition to the lifting pump, in order to suit the 
double-acting engine, by making the pump double-acting 
also. In 1796, one of these was employed at Ale and 
Cakes, a mine now forming the eastern part of the United 
Mines." 

Murdoch, or, as some authorities have it, Murdock, appa- 
rently used in Ale and Cakes Mine, a plunger-pole to suit 
the particular requirements of Watt's double-acting engine. 
Trevithick's account, commencing in the following year 
(1797), deals with plunger-pole pit- work, not as a make- 
shift, but as a principle on which pit-work in a mine 
should be constructed. He removed the old lifting bucket 
pit-work, and replaced it by the plunger pit-work in 
several mines, in 1797. 

Mr. Francis Trevithick says ; — " Probably neither Mur- 
doch nor Trevithick, knew of its having been patented one 
hundred years before, which takes from them the claim 
of first inventors, though the practically useful introduc- 
tion rests with Trevithick." 

In the year 1798, we still found them boring out the 
wood pumps in Cornwall. 

Mr. Warington Smyth, in his admirable little book, 
* Coal and Coalmining,' 3rd edition, page 181, says : — " It 
was early found desirable, in the deep mines in Cornwall, 
to substitute for the buckets a forcing arrangement in all 
but the bottom lift. This was perfected by Captain Lean, 
in 1801, by the introduction of the plunger-pole or ram, 
working through a stufl&ng*box into a plunger-case of 
bored cast-iron, and forcing at every down-stroke, the 
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water upwards through an upper clack, and the clear 
oolnniti of pipes above it." 

The following remarks will be fonnd in the ' Treatise 
on the Comish Engine,' by Mr. William Pole : — " When 
Captain Lean was manager of Crenver Oatfield Mines, to 
which he was appointed in 1801, he there first introduced 
the use of the plunger-pump, to supersede the lifting pump, 
wherever he found it practicable ; that it was ultimately 
brought into general use, and is now become a system in 
the Cornish mines, the whole of the pomps in the shaft 
being of the plunger description, except the lower lift" 

In 1809, we find the first Patent for a "Hotatlve pump or 
Engine for raising and forcing Air, 
Water and other Fluids," but unfor- p^^ j2. 

tunately in this case, as in several 
others, no specification was enrolled. 
It was patented by Mr, Thomaa 
Herbert, of Port of Maiden. 

We now come to the double-acting 
piston pump. We have found in the 
'Dictionary of Art and Sciences,' by 
G. Gregory, D.D., second edition (no 
date of puhlioatiou), from which we 
take the following description and 
illustration. Fig. 12:— "It is of con- 
siderable importance, that as equable 
motion as possible is produced in the 
main pipe which diminishes those 
strains which it is otherwise liable 
to." The application of an air-vessel 
at the beginning of the pipe, answers this purpose. In 
great works, it is usual to effect this by alternate action 
of two pumps. It will be rendered still more uniform, if 
four pumps are employed, succeeding each other in 
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the interval of one quarter of the time of a complete 
stroke. 

''But ingenious men have attempted the same thing 
with a simple pump ; and many different constructions for 
this purpose have been proposed and executed." Fig. 12 
represents one of the best, which was patented by Mr. 
John Morton, the 13th of August, 1807. " It consists of a 
working barrel d 6, closed at both ends ; the piston c is 
solid, and the piston-rod passes through a collar of leather 
at the top of the barrel. This barrel communicates late- 
rally with two pipes h and A;, the communication being 
as near to the top and bottom of the barrel as possible. At 
each of the communications are two valves opening up- 
wards. The two pipes unite in a larger rising-main at Z, 
which bends a little back, to give room for the piston-rod. 
Suppose the piston down close to the entry of the lateral 
pipe Ic, When it is drawn up, it compresses the air above 
it, and drives it through 'the valve in the pipe ^, whence 
it escapes through the rising-pipe, at the same time it rare- 
fies the air below it. Therefore the weight of the atmos- 
phere shuts the valve m, and causes the water in the cistern 
to rise through the valve », and fill the lower part of the 
pump. When the piston is pushed down again, the water 
is first driven through the valve «i, because n immediately 
shuts ; and then mx>st of the air which was in this part of 
the pump at the beginning, goes up through it, some of the 
water coming back in its stead. In the mean time, the 
air which remained in the upper part of the pump after 
the ascent of the piston, is rarefied by its ascent ; because 
the valve o shuts as soon as the piston begins to descend, 
the valve p opens, the air in the suction-pipe h expands 
into the barrel, and the water rises into the pipe by the 
pressure of the atmosphere. The next rise of the piston 
must bring more water into the lower part of the barrel. 
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and must drive a little more air througli the valve o, 
namely^ part of that which had come out of the suction- 
pipe h; and the next descent of the piston must drive 
more water into the rising pipe k, and along with it, 
most, if not all, of the air which remained below the piston, 
and must rarefy still more of the air remaining above the 
piston ; and more water will came in through the pipe h, 
and get into the barrel. It is evident, that a few repeti- 
tions will at last fill the barrel on both sides of the piston 
with water. When this is accomplished, there is no diffi- 
culty in perceiving how, at every rise of the piston, the 
water of the cistern will come in by the valve n, and the 
water in the upper part of the barrel will be driven through 
the valve o ; and in every descent of the piston, the water 
of the cistern will come into the barrel by the valve p, 
and the water below the piston will be driven through 
valve m ; and thus there will be a continued influx into 
the barrel through the valves n and j?, and a continued 
discharge along the rising-pipe I through the valves m 
and 0." 

The next allusion to a double-acting pump we found in 
* Gregory's Mechanics,' published 1806 : — " Temporary 
forcer, for a pump, is a contrivance to produce a constant 
stream. A very simple forcer of this kind has been devised 
by Eichard Trevithick. This pump was invented in 1 797," 
and is illustrated in Fig. 13. " It consists in fixing a barrel 
with a solid piston or plunger P, along the side of a common 
pump B, in such a manner that the lower space of the 
additional barrel may communicate with the space between 
the two valves of the pump, and lastly, by connecting the 
rods so that they may work together." The efifect is, that 
when the pistons are raised, the space beneath the bucket 
B and plunger P, becomes filled by the pressure of the 
atmosphere at the same time that the upper column flows 
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out. But again, when the pistons descend the valve E 
shuts, and consequently the water driven by the plunger 
F must ascend through B, and continue to produce an equal 
discharge in the upstroke. 

M. Jorge, in 1816, submitted to the French Academy of 
Science, a species of centrifugal pump of the principle of 
the ordinary fan for blowing air, but the first approach to 
the present form of centrifugal pumps was made in Mas- 
sachusetts, United States, in the year 1818, under the title 
of Massachusetts pump, and was re-invented by Andrews 
and various other persons. This pump received the water 
equally on both sides at the centre, and discharged it at 
the periphery, the case gradually enlarging as the water 
approached the deliveiy pipe. There were four straight 
vanes, not placed radially but parallel with the radius, and 
they were narrowed towards the tip. The vanes were not, 
however, enclosed within a revolving case, but revolved 
nearly in contact with the sides of the fixed case. 

We now come to a class of pump which for many years 
was almost exclusively used for the ships in the British 
Navy. It was invented and patented by Mr. Jonathan 
Dounton, of Blackwall, London, in the year 1825. It is 
illustrated in Figs. 14 and 15. Fig. 14 is a sectional 
elevation and Fig. 15 a front view. A is the suction-pipe, 
B the suction-valve, the working barrel, and D the 
delivery pipe. It will be seen that there are three movable 
valves or buckets in the working barrel ; of these three 
buckets, F is the lower one, G the middle one, and H the 
upper bucket, and the object of having three buckets is 
that one at the least may be always rising, and this is 
done by the following arrangement : — By the bucket rods 
working one within the other, with a telescope movement. 
Thus it will be seen, by rieference to the illustration, that 
the bucket rods for G and H are hollow, and that the rod 
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E of the lower bucket F, works within the rod J of the 
bucket G, and this last-mentioned rod works within the 
rod I of the bucket H ; this arranjgenent allows the up and 
down movements of each rod to be performed without the 
slightest impediment from or interference with the others ; 
it only remains, therefore, to connect these rods to such a 
moTement as will cause one or other of them to be con- 
stantly on the rise, and a continued stream of water flowing 
from the delivery pipe must be the consequence ; such a 
movement is shown in the illustrations : — ^W is a fly-wheel, 
a is the top of the rod J, and is furnished with a hoop or 
slot e, e, within which the Motion wheel S revolves ; P is 
an arm of a three-throw crank, of which the part marked 
C forms the axis of the wheel S. Now it is evident that as 
this wheel S revolves by the turning of the crank P, it will 
alternately raise and depress the rod J, and its bucket G, 
It is only necessary to observe, in further explanation of 
the illustrations, that each rod head is furnished with one 
of these hoops or slots, and with a friction wheel within it^ 
moved by and turned on a crank arm, and it is the position 
of these crank arms which determines the exact nature of 
the alternate and relative up and down movement of the 
three rods and their respective buckets. T, V, are parts 
better explained by Fig. 15 ; T is the mere collar or busking, 
or what would, in a large pump, be a stuffing-box. 

Fig. 15 is an elevation of one of these pumps ; the letters 
in the two figures refer to the same parts. T is a clamp 
or arrangement for attaching the solid rod /, L, to the 
hollow rod I, in order to connect it with the crank wheel and 
slot movement above it ; and Y is a similar contrivance 
for attaching the solid rod g, J, to the hollow rod J, for a 
similar purpose ; X is a crank for giving a winch movement, 
and by which movement the pump is to be worked. Now 
it will be observed from the position of these three cranks. 
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that in the position shown, the crank P, which goyems 
the movement of the rod J, recedes, while the crank 
which governs the movement of the rod I advances, and 
the crank which governs the movement of the rod B is in 
its highest upward position ; it follows, therefore, that if 
the winch X were turned so as to turn the fly-wheel in the 
direction of the arrow, the rod J would be raised, while the 
rod I would be depressed and the rod E, which in this view 
has attained its greatest elevation, would begin to be 
depressed; also, if the motions which must necessarily 
follow a continuation of the revolution be traced, it will be 
found that at the moment the rods J and I arrive at that 
point where they must remain for a moment nearly inactive, 
the rod B will be rising and thus the continuity of the 
stream will be preserved. 

A hollow ram-pump is described in * Dictionary of 
Mechanical Science and Art,' by Alexander Jamieson, 
published 1827. 

** It is easy to see that the suction-pump may be varied. 
Supposing this plunger to be open both at top and bottom, 
but the bottom fitted with a valve opening upwards. 
When this is pushed to the bottom of the barrel, the air 
which it tends to compress lifts the valve, and escapes 
through the plunger. When it is drawn up, it makes the 
same rarefaction as the solid plunger, because the valve 
in the plunger shuts, and the water will come up from 
the cistern as in the former case" (referring to the 
description of the ordinary plunger pump). "If the 
plunger be now thrust down again, the suction-valve will 
shut, the valve in the plunger is forced open, and the 
plunger is filled with water. This will be lifted by it 
during its next ascent; and when it is pushed down 
again, the water which filled it must now be piushed out, 
and will flow over its sides into the cistern at the head of 
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the barreL InBtead of making the valve at the bottom of 
the pistou, it may be made at the top ; but thia dis- 
poBitioQ is mnoli inferior, because it caiiiiot rarefy the air 
in the barrel one-half. This is evident, for the oapacitjr 
of tlie barrel and plunger 
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together cannot be twice 
the capaoit; of the barrel. 

A pumpof this descrip- 
tion ia illustrated in 
FigB. 16, 17, and 18. 
Fig. 16 is a sectional 
elevation; Fig. 17, an 
enlarged view of the top 
of the plunger; and 
Fig. 18, the plan of the 
delivery valve. 

The plunger-case ia 
similar to the ordinary 
one, and fitted at the top 
with a Btnffing-box and 
gland ; to the top of the 
etuEBng-box ia aecured a 
delivery clack-piece fur- 
nished with a door for 
aooeaa to the delivery 
valve, and to the top of 
this clack-piece ia bolted 
a cover provided with a 
atuffing-box and gland 
for the pump-rod (not 
shown in the illttstra- 
tione). 
The plnnger conaiata of a hollow pipe A, without 
fiangea, turned all over perfectly tme and parallel ; it is 
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fumislied at top and bottom in the inside with two lugs 
B, through which pass two wrought-iron rods C, pro- 
vided at the bottom ends with double nuts, and at top 
secured to a cross-piece D, forged on the main-pump rod 
E, and secured by double nuts. 

The delivery valve F, in this example of hollow ram or 
plunger-pump, is simply a round disc sliding on the two 
plunger-rods C, the disc being faced with leather, and a 
cross-piece G, secured to the plunger-rods C, by cotters, is 
provided for determining the lift of the valve. 

A rather peculiar type of single-acting pump was 
patented in the year 1828 by Mr. William Spalder, of 
Norwich. It is described and illustrated in the ' Mechanic's 
Magazine,' volume 8, page 438, year 1828, in the follow- 
ing manner : — " The illustration. Fig. 19, is a sectional 
elevation. A is the upper valve ; B the lower valve ; F 
the fulcrum for the pump handle; 4 is the connector 
blocked; 6 the connector and expresser. If the reader 
win keep in his mind's eye, that at equal altitudes fluids 
press in all directions alike, he will see that in Fig. 19, 
which is influenced by rarefaction, the connector is kept 
in its right position by the downward pressure of the 
fluid. The connector being of a superior gravity to water, 
descends with the expresser in that fluid. The expresser, 
when rising, acting as a mast does to a sail, guides and 
supports the connector, which presses the side of the fluid 
to the centre, as nature directs, and raises a weight on a 
wheel turning on a fluid axis with a rolling motion. 
Again, the piston slides the fluid in a compact form, as 
though it were a solid — a course that fluids at liberty 
never pursue. The united power of all the steam-engines 
in use, would be inadequate to violate the course of Father 
Thames in like manner, and compel him to move at the 
bottom, centre, and the surface, with equal velocity 
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More to the point: did not finida abhor eliding against 
tnbes, wonid meroniy rise with a convex, and fall with a 
oonoave head in changeable weather? And, npon this 




AND PBACnCALLY CONSIDERED. 43 

gronnd, will the fountain overmatcli that very refined 
machine, the quicksilver pump ? " The inventor of this 
pump has given it the name *' Gravitating Expressing 
Fountain.'* 

In 1831 Mr. Blake introduced a centrifugal disc pump, 
with vanes on the one side of the disc only, while the 
other was smooth. The vanes gave rotatory motion to 
the entering water, which drove it to the periphery of the 
case, where it overflowed the edges of the disc to the 
smooth side, and through a pipe attached to the case on 
that side of the disc the water escapes. 

In the year 1838 an American centrifugal pump was 
erected at the New York Navy-yard ; the pump had curved 
vanes, but these, curiously enough, were discarded and 
straight vanes put in. 

Between the years 1838 and 1843, M. C. H. Combes 
advocated curved vanes, which a discussion of a paper 
read by him, and subsequent trials with models, con- 
firmed. 

A vertical double-acting piston pump is illustrated in 
* Mechanics' Magazine,' May 6th, 1838, coupled to a 
steam cylinder. As this is the oldest record of an inde- 
pendent feed pump the author has met with, he will give 
the description and illustration. Fig. 20, in fall. 

" Plan for keeping the boilers of high-pressure steam- 
engines always filled with water up to the required level, 
both when the engines are working and when they are 
not at work ; together with directions how the plan may 
be applied to the boilers of condensing engines." ^^ aa 
in the figure (Fig. 20) shows a section of one end of a 
high-pressure boiler, and the dotted line 6 6 is drawn near 
to the place at which the water in it should stand. The 
feed pump c is wrought by means of a small steam-engine, 
the cylinder, nozles, and steam-pipe of which are marked 
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by d e, and //, respectively. ^ ^ is a casing fixed npon 
this boiler, h and t are holes which allow the water always 
to stand at the same level in the casing as in the boiler, 
and these holes diminish the agitation which the water 
in the casing would have if the whole of one of its sides 
was open into the boiler. Inside of the casing a chest k 
is fixed, having a space left round its sides and top for the 
steam and water to get past it freely. The chest h has 
two openings or ports in one of its sides, with one of the 
valves marked 2, working upon each in such a manner as 
that the inside of the chest has no communication with 
the casing g g, during the time the piston of the feed-pump 
is working upwards ; but when the piston of this pump is 
working towards the cylinder d, then there is always a 
communication with the chest k and the casing. A 
pulley upon the crank-pin of the little engine works into 
a horizontal slit in a frame fixed upon the top of the 
piston-rod, and the bottom end of the rod of the feed-pump 
is attached to the top side of the same frame ; in this way 
the crank-shaft as well as the feed-pump are set in motion. 
The eccentric m, which works the valves ll,ia fixed upon 
the crank. Both of the valves marked I are attached to 
the same rod, or, in order that the eccentric m may stand 
right under them, the steam cylinder d and the feed-pump 
are placed a little towards one side of the boiler, while the 
casing gg, and the chest k, stand toward the other side. 
The fly-wheel is on the second motion, and its shaft is 
driven by means of the spur-wheel n and the pinion o, so 
as to make double the number of revolutions of the crank- 
shaft. As the fly-wheel makes two revolutions for one of 
the crank-shaft, its heavy side p will always be next the 
end of the boiler, and in a line level with its own shaft, 
every time the piston is at the top or bottom end of its 
stroke; by this arrangement (if the parts work in the 
direction of the arrows, and if the fly-wheel haa thA 
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position on its shaft, as per the figure), the engine can 
never stand on its centres, however slow its motions, as 
the heavy side of the fly-wheel will always be in a position 
to carry it past them. The slide valves I Z, must be fitted 
upon the chest k in such a manner that they will not be 
forced away from their faces when the pressure inside the 
chest is greater than the pressure in the boiler." 

** When the piston of the feed-pump arrives at the top 
end of its stroke, as then a pump-full of water has passed 
into the chest h, the steam in the top part of the chest 
will be compressed, and on this account it will have a 
greater pressure than the steam in the boiler ; and if the 
space in k, which lies above the surface of the water in 
the boiler, is twice as large as the contents of the pump- 
barrel, then when a full of the pump is sent in k, the 
steam in it will be of twice the density of the steam in 
the boiler. If the space in k, which lies above the dotted 
line h &, is double that of the contents of the barrel of the 
feed-pump, then the conical valve r must have its weight 
8 so heavy as that it will allow the valve to open as soon 
as the pressure inside of the chest k is double of the force 
of the steam in the boiler. If the steam space in the 
chest k holds twice the full amount of the pump-barrel, 
and if the valve r is loaded to the extent now mentioned, 
a pump-full of water will pass into the boiler after each 
stroke, as soon as the valves 1 1 are opened, whenever the 
water in the boiler stands at or under the dotted line h h, 
as in this case the pressure inside of k will not have 
opened the valve r, and allowed part of the contents of 
the feed-pump to be discharged back into the hot-well of 
the large engine ; but if the water in the boiler stands 
above the line h &, then (as by this the steam space in k 
is diminished) the pressure inside k will open the valve r 
before the pump has finished its stroke, and allow part of 
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the water to escape throngli the eommunioation, running 
betwixt the top of the pump and a part of the pipe q 
(behind its valve), leading to the hot-well. So by this 
contrivance, whenever the water in the boiler stands so 
high as that the steam space in A; is not double that of the 
contents of the pump-barrel, then a portion of the water 
in the pump will be sent through the valve r back into 
the hot-well, and when the valves 1 1 are opened there will 
not be a barrelful of water in Jc to pass into the boiler. 
The more the steam space in Jc is diminished by the water 
rising in the boiler, a less quantity of the water from the 
feed-pump will pass into k at each stroke, and on this 
account the boiler will always get less water from the 
feed-pump the higher the water stands in it above the 
line h h. If the water in the boiler stood as high as the 
chest k, then no water could pass into it from the pump. 
When the water in the boiler is low, and on this account 
the steam space in X; is made as great or greater than 
double the contents of the feed-pump, then a pump-full of 
water will pass from the chest k into the boiler every time 
the valves 1 1 open. In this way, if the boiler is too full, 
it gets less feed than its average quantity at each stroke 
of the pump ; and if there is not enough of water in it, it 
is supplied with more than the average quantity ; and for 
this reason the water in it will keep always at the same 
level." 

*' It is to be understood that the feed-pump is double- 
acting, and in its downstroke the water is discharged 
through the pipe <, into a chest placed alongside of the 
chest kf and of the same dimensions. This chest is also 
to have valves working in it, like those marked I. The 
small circle at the bottom of the feed-pump shows the 
pipe which leads the water into it ; the pipe at the bottom 
of the pump for this purpose should have been drawn 
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running in the same direction as this one, if it had not 
been wanted to show the loaded valve r, &c. I have not 
shown the loaded valve at the bottom of the pump, as it 
and the other part are of the same construction as shown 
for the top end. 

<' It is not important that the space which is above the 
line & & in the chest A;, is double of the contents of the 
feed-pump ; only if this space is made in any other pro- 
portion to the contents of the pump, the weight 8 must 
be made to correspond to it. I may here remark that the 
additional pressure given to the steam in the chest A;, by 
the water pumped into it, helps the water to pass from 
the chest into the boiler as soon as the valves 1 1 open. 

*^ By havitig the cylinder d and the nozle e, as well as 
the feed-pump, pretty large, the small engine will not 
require more steam to work it than if these parts were 
made small, as in this case it will work slow when it is 
forcing the water through the loaded valve r, if this valve 
is fitted so that it can only open a small distance. From 
the manner in which the fly-wheel is applied to the 
engine, it cannot stop, although its motion is not a quick 
one. 

'* When two boilers are to be supplied with water by 
means of a small engine with one feed-pump, then the 
chest k, and the other parts in connection with it, must be 
fixed upon one boiler, and the other chest of the same sort 
as k, and which is in connection with the bottom end of 
the feed-pump, must be fixed to the end of the other boiler. 
If four boilers are to be supplied with water by means of 
a small steam-engine and one feed-pump, then a chest, as 
jfc, and its appendages, must be fixed upon each boiler, two 
of them in connection with the top end of the pump, and 
the other two in connection with the bottom end. If two 
or more chests, like A;, are connected to the same end 
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of a pump, then the pipe passes from the pump to one 
of them, and a pipe, as the one at r, connects the others of 
the set. On the principle now explained, any number of 
boilers may be supplied with water by means of the same 
feeding apparatus. Only one loaded valve to the top of 
the pump, and another to the bottom are required, what- 
ever may be the number of boilers to be fed. 

" The pump, for an apparatus as now described, may be 
wrought by the large steam-engine jn the ordinary way, 
if the loaded valve is very large, and if it is made to open 
sufficiently, in the case the pump be single-acting, and 
only one chest like Ic will be required. If the feed-pump 
is wrought as now described, the boiler will get no water 
when the large engine is standing. When the feed-pump 
is wrought by the large engine, then a ratchet should 
be connected to the lever of the loaded valve, so as to 
work a screw in order to shorten the stroke of the pump a 
little every time the valve opens ; and a similar motion 
shoidd be taken from the engine to lengthen the stroke of 
the pump at any time the valve r did not open. 

" If an apparatus, as already described, is to be put 
upon the boilers for a low-pressure steam-engine, then the 
small engine which works the feed-pump must have an 
air-pump and condenser to it. The only difficulty attend- 
ing this arrangement is the following : — When the boiler 
is very full of water, and the escape at the loaded valve r 
is small, then the small engine will work slow, and on 
account of this too much water will run into the con- 
denser. This inconvenience can be got over by causing 
the injection cock to shut as soon as the engine is longer 
than a certain time in making a revolution. A cam or 
tooth fixed upon the crank-shaft of the little engine, so as 
to lift the piston of a common cataract at each revolution, 
will answer the desired end ; for if the piston-rod ot tha 
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cataract is connected to the handle of the injection cock 
by a proper arrangement, then if the engine is longer 
than a certain time in making its revolution, the cataract 
will shut the injection cock, and it will remain shut till 
the cam fixed upon the crank shaft acts upon the cataract 
and opens it. In this way the exact quantity of water 
required to condense the steam can be let into the con- 
denser at each stroke. 

** The arrangement of the parts, as per the Figure, is 
for a steamboat boiler. In a boiler with a building round 
its end, the chest gg^ and the other parts of the feeding 
apparatus, must be placed at a distance from it ; and pipes 
run from the chest and join the boiler at the holes h and t. 
In order to avoid complexity, the framing which supports 
the fly-wheel shaft, as well as some of the other parts, are 
not put into the Figure. The short dotted line running 
above the line 6 6 is intended to show the height at which 
the water stands in the chest h after a fall of the pump is 
put into it. 

*' As in ordinary cases the common feed-pump will not 
be wanted, if the feeding apparatus as now described is 
used, the addition to the cost of a new engine will be 
trifling, and it is a very great advantage to have boilers 
1^ especially high-pressure ones) regularly supplied with 
water. 

** I am. Sir, yours truly, 

*• James Whitelaw, 

•" London, April 12tb, 1S3S. 

** P,S, — The steam space in the chest k may be made of 
the same capacity as the barrel of the feed-pump, if the 
pipe, or communicati<Mi, which carnes the water back to 
the hot-wi^l of the lai^ engine runs, not fiv>m the end of 
th« pviip, iMt from tiie top of the steam-space to the san^e 
nbotiift AiftH^f ittdM>wii in the figure. In this plan 



AND PRACTICALLY CONSIDERED. 



51 



the steam is not compressed into the chest h, but it is 
sent int© the hot-well of the large engine at each stroke, 
and the waste water passes along with it. The loaded 
valve must be made to open with a force not much greater 
than that of the steam in the boiler, in this case ; or a 
valve, made to open and shut by means of an eccentric, 
will answer instead of the valve r. The remarks made 
in this paragraph apply when there is only one chest to 
each end of the pump ; when there is a number of chests 
in connection with each end of the pump, the same 
remarks apply if their united capacity is equal to that of 
the feed-pump." 

Mr. G. Whitelow, a Scotchman, again tried the idea of 
reversing the Barker's Mill for pumping, in 1841 ; they 
gave 77 per cent, duty, but, being not so cheap and con- 
venient for most purposes, were discarded. 

A patent was granted, January 11th, 1842, to Mr. J. T. 
Jeffree, for a pump fitted with a slide valve. This is 
described and illustrated in ' Mechanics' Magazine,' volume 
37, page 146. 

" To the side of the barrel of the pump, he affixes a 
plain-surfaced piece of wood or iron, of an oblong form, as 
represented by Fig. 21 in the accompanying engravings, 



Fig. 21. 



FiQ. 22. 









having six rectangular apertures, a, 6, c, (?, e, /, com- 
municating with different passages made through the 
body of the said piece, and represented in tb^a ^<^vi\Ks>rcL^ 
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views, Figs. 22 and 23. The apertures a and / com- 
municate with passages whioh lead into the barrel of the 
pump, one on each side of the piston, as shown in the 
horizontal section, Fig. 22 ; the openings h and d lead 
upwards to the discharge-pipes, as shown in the vertical 
section, Fig. 23 ; while the apertures c and e lead down- 
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Fig. 25. 



a/ h^ c^ d/e* f 



— ~^ ^_.^- 



ward to the well or other source of supply, as represented 
in the sectional view. Fig. 24 (the discharge and supply 
pipes being omitted in the engravings, as unnecessary to 
a clear comprehension of the invention). To the plain- 
surfaced piece, Fig. 21, is adapted another plain-surface 
piece, Fig. 26 (the two pieces being ground true, to fit 
each other exactly), and having six rectangular apertures, 
a^, 6*, c^ d^, e^, and /*, leading to passages in the said piece. 
Fig. 26, which communicate with each other in the 
manner shown in the horizontal section. Fig. 27. To the 

outside of this piece. Fig. 27, 
is attached a rod, which rod 
is parallel to the piston-rod, 
and moves to and fro simul- 
taneously with it, and by the 
same power, whatever that 
may be. The better to 
preserve the parallelism of* the piece 26, it may be made 
to slide ivithin ilanges raised on the face of the piece, 

\ 
I 



Fig. 27. 
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Fig. 21 ; but when the pump is short, this is not thought 
to be necessary. 

" The action of the pump is as follows : — Suppose the 
piston is at the bottom or farther end of the barrel, the 
two pieces, Figs. 21 and 25, will then be face to face, or 
in full contact, and the apertures and solid parts of the 
two faces will be in such relative positions to one another, 
that one of each of the three pairs of apertures, the pair 
leading to the barrel (a and /), the pair leading to the 
discharge-pipe (6 and d\ and the pair leading to the well 
or other source of supply (c and e), will be open, and the 
other shut. The piston being now raised or drawn out, 
the vacuum produced causes the water to flow up from 
the well or other source of supply, through the aperture 
e in the face of the piece, Fig. 21, into the aperture e^ in 
the face of the piece, Fig. 25, whence it pa8^es through 
the aperture /, Fig. 21, into the barrel of the pump ; by 
the return stroke of the piston, the water which was raised 
by the preceding stroke is expelled from the pump-barrel, 
through the apertures / and d, into the upward discharge- 
pipe connected with the opening d ; while, at the same 
time, the vacuum produced behind the piston causes the 
water to flow up from the well or other source of supply, 
and pass through the apertures h and a into the barrel, 
ready to be discharged at the next up or outward 
stroke of the piston. At every subsequent stroke of the 
piston there will, of course, be always one body of water 
supplied to the pump-barrel, and one discharged from it, 
and that alternately at opposite ends of the piston ; and 
if the discharge-pipes connected with the openings h and 
d, are made to empty themselves into one common 
mouth-piece, the water will be discharged in one con- 
tinuous stream. 

** A pump of this sort is obviously liable to no other 
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derangement than what may oocasionally arise from some 
of the ftpertai-es being obstruoted ; bat in that case the 
evil oan be at onoe got at by simply taking off the upper 
piece, Fig. 26, and when the obstruction is removed, the 
pump becomes as good as ever. 

Fio 26. FiQ 28. 




"Anothw plan of oonatruction, moi« nearly resembling 
the elido-v«lvie naed in steam^enginea, and which might, 
in fkct, be Advantageously anbetitnted for it in many 
in8t«nces, as it would do away entirely with the ordinary 
jacket and stuffing-box, is shown in F^ 26 sad 28. 
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" Fig. 28 shows the pump as it should be if fitted with 
a slide-valve of the ordinary construction ; and Fig. 26, 
shows the sort of valve which the patentee proposes to 
substitute for it. In a pump of the construction Fig. 28, 
the water rising in the pipe A flows by a curved passage 
carried round the barrel of the pump to the opening B, 
whence it passes upwards, through a channel a, left open 
by the slide, into the barrel ; whilst, iat the same time, the 
water supposed to be left in the* lower part of the barrel 
by the preceding stroke is forced up the passage 6, and 
into the casing of the slide, whence it is discharged 
through the orifice C. The improved slide-valve, repre- 
sented in Fig. 26, is all in one piece, and of an oblong form, 
with a plain face, but curved a little if necessary, so as to 
fit exactly to the barrel of the pump. In the centre of the 
face there is a recess, c, of sufficient width to cover the two 
passages a and B, and behind it there is a curved channel 
d, cut out in the body of the slide, lengthwise, and termi- 
nating at top and bottom in apertures in the face of the 
slide, which, as the slide is moved up and down (by 
parallel connectors with the piston-rod, in the usual 
manner) communicate alternately with the passages a 
and 6, allowing the water to flow through c a, up into the 
pump barrel, and through h d into the discharge-pipe e" 

Great have been the modifications of the hollow ram- 
pump, but the most peculiar we have met with is perhaps 
the one patented by Mr. Thomas Heaton in the year 1844. 
This pump is a combination of the hollow ram-pump and 
the bucket and plunger pump, with a very deep bucket. 

Mr. Heaton claims as features of novelty: first, the 
application of a hollow ram or plunger, which may be of 
an equal area with the working barrel. This applica- 
tion of a hollow ram or plunger to pumps for raising 
and forcing water and other fluids, is for the purpose of 
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a considerable quantity of the fluid above the 
the bucket descends ; and by the removing of 
;ht of fluid above the elongated bucket, greatly 
lising the strain upon the working machinery of 
'imary moving power. 
His second improvement being that of using two suction- 
valves, and two valves in the 
Fig. 29. elongated bucket, so that if 

one valve is disabled, the 
other may be working. 

Mr. Bessemer, in the year 
1845, introduced centrifugal 
pumps of various forms, one 
of which is illustrated in 
Figs. 29 and 30 ; it resembled 
the Blake pump, introduced 
in the year 1831. This fan 
is distinguished by numerous 
radial blades enclosed 
between discs converging 
towards the outer periphery, 
and by a suction orifice, with 
arrangement for taking, upon 
an adjustable pivot, the 
unbalanced weight of the 
column of water, tending to 
press the fan against the 
suction-pipe. 

In 1846, Andrews patented 
a oentrifagal pump, which 
Fio. SO. had a revolving disc on each 

side of the vanes, as in 
Lloyd's fan, and which had four curved vanes, illustrated 
in Figs. 81 and 32, Mr. Andrews's pump was in regular 
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use in New York at the time Mr. John Gwynne bought 
the patent, and shortly afterwards introduced it into 
England. 



Fig. 31. 




Fig. 32. 



Mr. Lloyd took out his fan patent in 1848, and in the 
same year Mr. J. G. Appold began the manufacture of 
almost the same kind of fan, to be applied to the raising 
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of water. This pump was never patented. At the 
British Association meeting, held at Birmingham in the 
year 1849, Mr. Appold exhibited a model of a centrifugal 
pump. The real success of the centrifugal pump can be 
said to have commenced in this year. By an exhaustive 
set of experiments, principally directed as to the form for 
the fans or impellers, as they are now generally termed, 

Fio. 83. 




Mr. Appold gradually improved the discharging capacity, 
and was enabled to exhibit a pump at the Exhibition in 
London of 1851, which formed one of the chief features of 
interest, the public being astonished at the immense 
volume of water put in motion by a machine which 
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appeared both from its size and simplicity of form to be 
quite inadequate to the results attained. 

At that time there were but few who believed in 
centrifugal pumps, and there can be no doubt that Mr. 
Appold was among the first to demonstrate their practi- 
cability in England. 

Fig. 34. 




Figs. 33 and 34 illustrate Appold's centrifugal pump, 
as shown at the Exhibition in London, 1851. 

The revolving fan A, was 12 inches in diameter and 
8 inches wide, having an opening one-half the total 
diameter in the centre of each side for the admission of 
the water, and a central division plate, extending to the 
circumference, to give a direction to the two streams of 
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water, and conveiiient for fisiBg on the shaft; the six 
aniiB are curved backwards, terminating nearly tangential 
to the circumference. The revolTing &n was fised on the 
end of the driving-shaft C, which passes through a 
stuffing-box in the side of the casing; and it works 
between two circular cheeks E E, running close without 
actually touching, whereby the outer revolving surfaces 
are shielded trom the water, but a free ingress is allowed 
for the water to enter, and a large space F F is left all 
round the circumference of the fan, to facilitate the escape 
of the discharged water. 

Several experiments were made by the Exhibition Jury. 

In the experiments with straight arms, the revolving 
fan was removed, and others were fixed in its place, 
exactly similar in other respects, but having straight 
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arms inclined at 45 degrees, as shown in Fig, 35, or 
radial as in Fig. S6, instead of the ourved arms shown in 
Fig. 37. 

The result of these experiments were : — 

Straight radial arms, 20 per cent, straight inclined 
arms, 45 per cent. ; and the average for arras or blades 
ourved backwards, 68 per cent. 

The superior action of oblique arms to radial arms 
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might be illustrated by supposing a vertical arm A B, Fig. 
38, to move in a straight line to G D, instead of moving 
round in a circle in the pump ; and the body A, represent- 
ing a particle of water, would then be simply moved along 
to C, with the arm, without having any tendency to be 
propelled outwards along the arm to B. But if an oblique 
arm A E, was employed, moving in the same direction as 
before to the position C B, it propelled the particle A out- 
wards towards B, having an inclined plane action to push 
the particles of water outwards from the centre towards the 
circumference. When this was applied to a circular 
motion, and the direction A C bent into a circle, the in- 
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Fig. 88. 




clined arm A E became curved in a spiral direction, like 
the arms in the pump. 

One of the most peculiar pumps that has come under 
our notice during our researches is one patented by Mr. 
Eobert Urwin in the year 1849; the peculiar feature 
being that it has only one suction valve and one suction 
passage to the pump-barrel, although the pump is of the 
double-acting piston type. This pump is illustrated in 
Figs. 39 and 40. Fig. 39 is a sectional elevation ; and 
Fig. 40 a section on A B. The arrows show the direction 
of the flow of the water through the valves and passages. 
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is the pamp barrel, having a delivery passage J) at 
each end, and a suction passage E in the middle of the 
barrel. F is the pump piston, O the suction branch, H 
the saotion valve, J the delivery pipe, K and L the 




delivery valves. As the pump is represented, the piston 
F is in the middle of its stroke, and the piston moving 
downwards delivering the water through the side passage 
D, and throngh the delivery valve K; but the snction 
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passage E is not yet opened by the piston, which in the 
present position covers it. The piston must be of such 
depth in proportion to the length of the barrel, that, at 
the termination of the stroke, either way, the piston shall 
pass clear over the suction passage E. As soon as the 
piston opens the suction passage E, the water will rush in 
above the piston, while the piston by its .continued descent 
will expel the water in the lower part of the barrel into 
the delivery pipe. On the up-stroke the reverse action 
will of course take place. 

Up to the year 1850, the usual practice was to make 
the pump of the piston type, for horizontal pumping 
appliances ; but in that year Mr. Henry Worthington, of 
New York, brought out his internally-packed horizontal 
double-acting ram or plunger-pump. This pump is shown 
in Figs. 41 and 42. B, is the pump plunger. It is double- 
acting and works through a metallic-packing, C ; D D 
are the suction valves, and E E the delivery valves, con- 
sisting each of a disc of indiarubber, rising on a brass 
spindle with a guard at the top, and falling upon a circu- 
lar plate perforated with holes. In the plunger are bored 
a few holes H H, which have the eflfect of opening a com- 
munication between the two ends of the pump barrel at 
each end of the stroke, thus giving the water, as it were, 
a partial elasticity, allowing it to continue its forward 
motion by flowing through the plunger during the 
moment that the plunger becomes stationary. This enables 
the plunger to commence its return stroke without any 
shock or concussion. O is an air-vessel on the delivery 
branch, and P is a suction air or vacuum-vessel. A is a 
double-seated valve, by means of which the water can be 
delivered either through the pipe F or G. 

Mr. John Gwynne applied for a patent of a centrifugal 
pump in the year 1850, but owing to a mistake made by 
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the patent agent, a new application becanui neceasaiy, and 
tlie patent, therefore, bears date 1851, In the patent he 
eBpeciuUf diatnigtiiahed the admiBsioii of water to each 
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Bide of the pump, but although he had acquired Andrews's 
interest, he did not re-patent all that had been done before 
him. The admission of water on both sides of the centri- 
fugal pump, as practised in the MaflBachnsetts pump of 
18B1, and in later inventions, was not Andrews's nor was 







it Gwynne's, bnt all were free t» use it, and Mr. Lloyd 
and 111. Appold had already done so. Andrews's pump 
revolved upon a vertical spindle and discharged its water 
horizontally outward, so that, for moderate lifts, it did not 
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need the inlet upon both sides, which double inlet is always 
seen in the present class of centrifugal pump revolving 
on a horizontal spindle. 

We now come to a slight modification of the bucket and 
plunger pump, which is called piston and plunger pump ; 
the difference will easily be seen by referring to Figs. 43 
and 44. It resembles the bucket and plunger pump, but 
instead of the delivery valve being fitted into the bucket, 
it is placed in the delivery valve-box A. B is the piston ; 
C is the plunger and piston-rod ; D is the suction-valve 
and box; E the retaining or back pressure valve-box; 
F the suction inlet ; G the delivery outlet. Sir William 
Armstrong says, in a paper read by him in the year 1868, 
that " this type of pump was suggested to me, about the 
year 1851, by Mr. Henry Thompson, my late intelligent 
foreman." As the Author cannot find anything to the 
contrary, the honour ought to be given to Mr. Thompson, 
for the invention of this pump, although many have 
claimed to be the inventors after that date. 

In 1854, Mr. J. E. A. Gwynne took out a patent of an 
improved form of Gwynne pump. This pump is illus- 
trated in Figs. 45 and 46, and consists of a revolving 
wheel or disc, formed of two concave plates, placed 
parallel, with their concave surfaces towards each other. 
Between these discs is an arm or impeller, radiating from 
a boss or hollow axis mounted on a shaft, which works 
horizontally, vertically, or at any intermediate angle. 
This impeller, which regulates the distance between the 
discs, varies in breadth ; its narrowest part is at the outer 
edge of the disc, becoming gradually broader until its 
edges intersect the inner surface of the opening for the 
suction. Its breadth is varied in such ratio that the area 
of any section cut from the wheel by the surface of the 
circular cylinders, whose axes coincide with that of the 
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shaft, shall be equal to such other sections at any distance 
from the centre ; and these areas are so arranged in order 



Fig. 45. 



Fig. 46. 








that the column of water or other fluid entering the wheel 
when in a state of revolution, may have an uninterrupted 
flow from the centre to the circumference, and that the 
quantity received and discharged may be constantly 
equal. The inner surfaces of the disc, or the annular 
opening around the whole circumference, has an area 
equal to the openings at which the water is admitted 
into the centre of the revolving wheel. In one of the 
cylinder covers or ends there is a bearing supporting the 
spindle on which the wheel is fixed, in the other cylinder 
cover there is a gland and stuffing-box, through which 
the shaft for the revolving wheel passes. 

The " Castraise " pump, patented in England by Jean 
Andre Cecile Nestor Delpeoh, July 1854, is illustrated in 
Fig. 47. 

These are sucking and forcing doubl^-^AtYSi^ ^^\^\ir 
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piimpB, with a eiugle pump-chamber. The piston is fitted 
with cup-leathers; the pomp-chamber, which is either 
vertical or horizontal, is enclosed in a tank divided by a 
diaphragm perpendicular to the axis of the piston. The 
valves, four in number, are hollow indiarubber balls, 
weighted in the centre with small shot. They are 
arranged in pairs in two lateral boxes, a section of which 
is shown in Fig. 45 ; the lower valve is the suction, and 
the upper the delivery valve. Each half of the water- 
boi enclosing the pump-chamber is in constant communi- 
cation with tlie interval between the two valves of a box. 




In the illustration, the lower part of the tank corresponds 
with the valves represented. While the piston ia sucking 
through one box, it is forcing through the other, which is 
the case with all double-acting pumps. The peculiarity 
of the "Castraiae" pump is the use of the water-tank 
spoken of above, the effect of which ia to render the 
volume of water contained in the pump much larger than 
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the volume of the pump-barrel ; the consequence of this 
is that a portion of the water acted on by suction traverses 
the valve-chamber only, without passing through the 
pump-chamber, the piston being, so to speak, always in 
contact with the same water. This arrangement enables 



Fig. 48. 
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Fig. 50. 




the pump to work in muddy water, by placing the piston 
beyond the reach of injury from the passage of gravel, 

grit, &c. 

Mr. Louis Guillaume Perreaux, in the year 1856, 
patented a very useful single-acting bucket-pump, the 
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description of whicli the Author has taken from ** Spon's 
Dictionary of Engineering," page 1945. " The essential 
character of Perreaux's pump consists in the use of india- 
rubber valves " (illustrated in Fig. 48), " cylindrical at the 
bcuse and flat at the top, which gives them the form of the 
mouth-piece of a clarionet. Like this latter, they termi- 
nate in two lips, which, under the influence of the pressure 
resulting from the rising and falling of the piston, open 
and close through the elasticity of the material. One 
advantage of this elasticity is that the solid matter 
brought in with the water may pass through without 
causing injury. The retaining valve is placed at the 
bottom of the cylinder, whilst the other, suitably ex- 
tended in a cylindrical form at its base, forms a piston." 
(Illustrated in Fig. 49.) "The indiarubber is stiffened 
with ribs of the same material. The pump-chamber is of 
copper " (illustrated in Fig. 50), " and may be enclosed 
in wood. The upper part, which is closed, serves as an 
air-reservoir, if the pump is simply a suction-pump ; if it 
is to be forcing as well, a small copper cylinder placed at 
the side, and also provided with an indiarubber valve, 
forms the air-reservoir. The various parts are easily 
taken to pieces. These very simple constructions may be 
made of any form ; they are of great service for agri- 
cultural purposes, and whenever it is required to raise 
water loaded with sand." 

The late Mr. Charles Bandolf, of Glasgow, read a 
paper before the Institute of Mechanical Engineers, 1856, 
in which he gave a description of an air-compressing 
pump, made by Messrs. Bandolf and Elder, now John 
Elder and Co., for Go van Colliery. The pumps were 
vertical, 21 inches in diameter by 18 inches stroke. I'he 
pumps were single-acting of the bucket type. The valves 
were brass balls, of which there were three sets to each 
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pump, eacli set consisting of 44 balls, 2 inches diameter, 
arranged in three concentric rings (21 in the outside 
circle, 1 5 in the middle circle, and 8 in the inside circle), 
the balls were confined by separate cages to a lift of J inch. 
In consequence of the high pressure of the air, amounting 
to 30 lbs. per square inch, provisions were made for 
preventing leakage through the valves, by a stratum of 
water constantly covering the piston's valves and the 
delivery and inlet valves. A small pump, 3 inches 
diameter and 10 inches stroke, was employed to supply 
water for this purpose, and delivered it into a centre 
reservoir. 

Figs. 51 and 52 are illustrations of a double-acting 
piston-pump of a peculiar construction, invented and 
patented by Mr. Stephen Holman, in the year 1857. 
Fig. 51 is a sectional elevation ; Fig. 52 a sectional plan 
of a vertical arrangement of this pump : — This invention 
relates, firstly^ to a novel arrangement of pump. The 
pump consists of a barrel or inner cylinder C, placed 
within a cylindrical casing D, (which may be used as an 
air-vessel), leaving a space all round between the inner 
and outer cylinder to permit the discharge of the fluid at 
or beyond each end of the barrel alternately. The piston 

E, in its reciprocating motion to and fro in the barrel, 
operates upon the suction and delivery valves so as to 
cause the water or other fluid to flow into and out of the 
pump, whichever way it is moved ; it will thus be a 
double-acting pump. The delivery valves J J are made 
to encircle the outside of the cylinder or working-barrel, 
or seatings at the top and bottom ; the upper suction valve 

F, or compound valves (as the case may be), to encircle 
the rod and to be operated upon from the bottom side of 
the piston. The pump cover A is constructed with a 
chamber or space formed all round the stufling-box, so 
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that at the descent of the piBfam the flnid will be admitted 

to the barrel above the piaton through the upper snction 

Fw "SI 
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valve or valves, and at the same time forced out from the 
barrel by the lower side of the piston through the lower 
delivery-valve ; and at the ascent of the piston the fluid 
will be admitted to the barrel below the piston through 
the lower suction-valve, and at the same time be forced 
out from the barrel by the top side of the piston through 
the upper delivery-valve. The bottom of the pump B, 
has also a hollow space or chamber for the water or other 
fluid to pass freely to the lower suction- valve. The fluid 
may be conducted to the top and bottom of the pump by 
separate suction pipes, or by a suction pipe common to 
both, and may be discharged from the pump through one 
or more outlets in the outer cylinder or case. For many 
purposes no other support will be necessary for the work- 
ing-barrel than that of holding it between the pump cover 
A and bottom B ; the cover and bottom being secured by 
bolts, or any other convenient mode of fastening to the 
case or outer cylinder, are at the same operation made to 
press on each end of the working-barrel, which may have 
flexible rings between to ensure soundness of joint, thus 
leaving the outside of the working-barrel entirely free. 

A patent was granted to Daniel Evans and George 
Jones, in 1858, for " Improvements in Pumps." The 
improvements are illustrated in Figs. 53 and 54, in which 
the ordinary clack-valves are used, and Figs. 55 and 56, 
where the slide-valve is substituted for the clack-valves. 
A is the pump-barrel; BB pump pistons; C internal 
piston-rod ; D hollow or external piston-rod ; E, suction- 
pipe ; F, delivery-pipe ; G, air-vessel ; H, suction-valve; 
J, delivery -valve ; K, slide-valve. It will be seen from 
the illustrations that the pump-barrel A has three ports 
or openings, one L near each end, and one M in the middle 
of its length; within this barrel or cylinder two solid 
pistons B B are used, which are fixed to the end of their 
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respective piston-rods, one of which piston-rods D is hollow 
to admit of another piston-rod C sliding or working 
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{hroagh ; tlieBe piston-rods are worked by orauka or other 
suitable means, so that the pistons alternately come 
toi^rds and recede from each other ; when they are coming 

towards each other, the fluid between them is driven out 
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at the middle port M j when they are receding from each 
other the fluid is driven through the two end ports LL, 
the middle port M and the end ports L L acting as indue- 
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tioa and ei^nction ways. On the exterior of the cylindei 
or barrel is a valve-box within which a slide-Talve K is 
used, capable of opening a way between the end ports LL 
and the main eduction port N of the pump, when the 
middle port is acting aa an induction port, and also 
capable of opening a port between the main outlet port of 
the pnmp and the middle port, when the two end ports 
LL are acting as induction ports. The fluid is received 
into the valve-box, from whence it passes into the barrel 
or cylinder, and is thence forced into the main outlet 

Fia. 57. 




port of the pnmp, as above explained. When construct- 
ing a pump with two barrels or cylinders, with pistons as 
above described, it is preferred to use only one valve-box 
and one slide-valve for the two cylinders, though each 
cylinder may have its valve and valve-boz if desired. 

Hr. Thomas Dunn, of Manchester, secured a patent in 
1869 for a peculiar double-acting ram pump, one of which 
he exhibited in the London Exhibition, 1862. This 
pump has ontwardly packed stuEQng-boxea. The peculiar 
feature in the construction is that, instead of the 
ram or plungor moving backwards and forwards in the 
barrels at every stroke, the pump barrels are made to 
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slide backwards and forwards on the rams or plunger, 
the latter being stationary. This pump is illustrated in 
Fig. 57, which is half elevation and half sectional eleva- 
tion. A, B, are the two valve-boxes firmly secured to the 
bed-plate by means of bolts and nuts ; C, D, are the two 
plungers cast in one with the valve-boxes, and turned true 
and parallel ; on these plungers or rams the working-barrel 
E is moved backwards and forwards by means of the 
crosshead pin F and a connecting-rod. H is the suction- 
valve, J the delivery-valve, and K the suction-pipe; 
the delivery pipe, not shown in the illustration, can be 
arranged at any convenient place above the delivery- 
valve J. 

About the year 1860, Professor James Thompson 
secured a patent for a centrifugal pump, which he termed 
the " Whirlpool " pump, illustrated in Figs. 68 and 59. 

The following is the inventor's own description : — " In 
centrifugal pumps doing actual work in raising water or 
forcing it against a pressure, the water necessarily has a 
considerable tangential velocity on leaving the circum- 
ference of the wheel. This velocity in wheels, where the 
vanes or blades are straight and radial, is the same as that 
of the circumference of the wheel ; in others, in which the 
vanes are curved backwards, it is somewhat less ; but in 
all cases it is so great that the water on leaving the wheel 
carries away, in its energy of motion, a large and impor- 
tant part of the work applied to the wheel by the steam- 
engine or other prime mover. This energy of motion in 
centrifugal wheels, as ordinarily constructed, is mainly 
consumed in friction and eddies in the discharge-pipe, 
which receives the water or air directly from the circum- 
ference of' the wheel. In the improved centrifugal pump 
there is provided around the circumference of impeller, an 
exterior chamber, in which the water continues some time 
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revolving, in consequence of the rotating motion it has on 
leaving the wheel. This chamber is called the exterior 
* whirlpool ' chamber, and is ordinarily about double the 
size of the impeller in diameter. The water revolving in 
this chamber is in the same condition as water revolving 
in the whirlpool, which I called the * whirlpool ' of equal 
energies^ or free mobility. In this whirlpool (when some 
slight modifying causes, such as the fluid friction, is 
neglected) the velocity of the water is inversely propor- 
tional to its distance from the centre, and the sum of the 
accumulated work or energy of motion and the work in 
the condition of water pressure of two equal masses of 
water in the same horizontal plane, is the same, so that 
when the velocity diminishes, the pressure increases, the 
energy of motion given up in the diminution of velocity 
being converted into water pressure. It is by this con- 
vertion of energy in motion into water pressure, through 
the medium of the exterior 'whirlpool,* that a decided 
increase in working efficiency of the centrifugal pump is 
attained ; the work contained in the rapid motion of the 
water leaving the wheel — which in centrifugal pumps, as 
ordinarily constructed, is wasted — ^being in the improved 
pump usefully employed in increasing the pumping power 
of the machine." 

The impeller is constructed with a middle plate, having 
a boss in the centre for flxing upon the shaft, and two 
outer discs or covers, with circular orifices for admitting 
the water. Between the middle plate and the covers are 
fixed curved vanes, extending from the central orifice to 
the outer circumference of the wheel. 

There is also an outlet chamber arranged to receive the 
water from all parts of the circumference of the " Whirl- 
pool "; this outlet chamber is separated from the whirlpool 
bv conical discs, which prevent any slowly-moving or 
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eddying water from breaking into and disturbing the 
whirlpool. 

The vanes and covers of the impeller are made of rolled 
brass for the smaller sizes, and of sheet iron for the larger 
sizes, the centre or boss plate being of wrought iron in 
both cases. The advantages of the thin vanes for avoid- 
ing obstruction to the entering water, and of a large 
number of vanes for preserving the proper dir^tion of the 
water and preventing it becoming broken and agitated in 
its passage through the impeller, are obvious, 

A V-shaped pump was patented by Mr. J. L. Norton, 
about the year 1860. A paper was read on this pump, 
before the Institute of Mechanical Engineers, January 
28th, 1864, by Mr. John J. Bircket, of Liverpool, from 
which the author has taken the following description and 
illustrations (Figs. 60 and 61). Fig. 60 is a sectional 
elevation and Fig. 61 a cross section. 

" The lower half. A, of the barrel acts as a stationary 
bed, being fixed water-tight to the foundation-plate B ; 
the working portions are planed true through their entire 
length, and the angle of the V is 90 degrees, as seen in 
the transverse section Fig. 61. The upper or sliding half, 
C, of the barrel is also planed true throughout its length 
inside, as well as upon its return flanges, which make a 
water-tight joint with the lower half A. The barrel is 
made complete by the two end covers D D, in each of 
which is an aperture closed by a leather flap- valve E ; 
these covers are bolted on the sliding barrel C, and are 
fitted true by planed faces upon the V bed A, with which 
they make a water-tight joint. A handle F, is fixed to 
the sliding barrel C, for convenience . of lifting it out of 
its seat. The stationary bucket G, is fixed to the bed A, 
and makes a water-tight joint both with the bed A and 
with the sliding barrel ; it communicates by means of 
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tlie central opening with the suction chamber H, and opens 
at both ends into the pmnp-barrel, each opening being 
prorided with a leather flap-Talve I. The backet is thns 
made to answer as the suction valve-box, whereby the 
pttmp is rendered double-acting by means of only a 
single valve-box« 

** When the sliding barrel C is set in motion, the water 
is drawn into it at one end through one of the suction 
valves I ; while at the same time the water contained in 
the other end of the barrel is discharged through the 
delivery valve E, at that end. The delivery valves E, 
are prevented from opening too far by the catches J, and 
a similar provision is made by the two suction valves I, 
which are connected together by a chain. The pump 
works in a cistern E, upon the foundation-plate B, into 
which it delivers the water raised ; and a continuous dis- 
charge takes place through the overflow spout L, which 
is placed as such a height as to keep all joints of the pump 
constantly immersed in the water, thus making them air- 
tight. When it is desired to use the pimip as a force-pump, 
it is only necessary to dose the top of the cistern, and 
provide a rising main from the cistern to the height at 
which the water is to be delivered." 

A centrifugal pump with horizontal spindle, and vanes 
on one side of the impeller only, was introduced by Mr. 
Andrews about this time (1860), and is illustrated in 
Figs. 62, 63, and 64. 

Fig. 62 is a sectional elevation ; Fig. 63 the rotating disc 
or impeller, and propelling wings ; and Fig. 64 the sta- 
tionary boss and spiral flanges. A is the base of the 
pump, cast in one piece with the case C, and strengthened 
by brackets. To the chamber C is attached, by flanges 
6, h\ the oonduoting case, composed of two parts D, D\ 
^nu^M 4» <r> and forming a spiral discharge 
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passage g and E, commencing at C, and gradually enlarg- 
ing to the outlet e. F is the stuffing-box, through which 
passes the cast-steel driving shaft G, having a series of 
grooves turned in its surface at J, which are accurately 
fitted in a Babbitt's metal box in the standard H, its cap 
Ji counteracting all tendency to end thrust or vibration. 
I i& the bedplate with standard H cast upon it, and 
brackets, to which the pump is secured by the flanges 
4 d\ and base A. When required to be run vertically no 
bed plate is used, but the pump is secured by the base A. 
The base A also forms a flange, to which is bolted the 
bend Q, with which the suction-pipe B is attached (shown 
broken off in the illustration) ; this pipe has a foot-valve 
at its lower end. K is the disc, secured upon shaft C, 
having wings, 1, 2, 3, 4, 5, and 6 upon its periphery, closely 
fitting the space between which they revolve without 
touching. Their discharge ends extend beyond K, close 
to the case D', without touching it, and terminate on a 
line parallel to the shaft G. L is the boss connected by 
flanges llll^to the chamber C, forming spiral inductive 
passages. In the end of shaft G is a steel button w, with 
a convex face, which revolves in contact with the convex 
end of the step N, secured in the boss L, supporting the 
shaft and and disc ; when run vertically, motion is com- 
municated to the disc by a belt upon the pulley P. 

The pump and pipes first being filled with water, rapid 
motion is given to the impeller K, when the centrifugal 
force imparted to the water between the wings causes it 
to flow through the passages g and E, to the outlet e ; a 
vacuum being thereby created between the wings, which 
causes the water to rise through the pipe B, to keep up 
the supply. 

By means of the spiral passages around the boss L, the 
water from the suction-pipe is turned gradually from a 
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direct forward course, and delivered to the propelling 
wings in the line of their action ; thence through the spiral 
passages g and E it is again, by an easy gradual curve, 
brought back to a straight course upon reaching e. The 
wings on the impeller K, passing beyond its outer edge, 
create and maintain a vacuum between it and the case D, 
and prevent sand, dirt^ &o., from coming into contact with 
the shaft. 

The diaphragm pump, illustrated in Fig. 65, was 
invented and patented by Mr. J. L. Norton in the year 
1861. On the upper end of a pipe leading to the source of 
supply is a chamber of convenient form, and the opening 
of the supply pipe into the chamber is fitted with a ball 
valve. The top of the chamber is closed with a flexible 
disc, usually of leather, with a hole through it at the 
centre. In this hole a metal ring is fixed, to which also a 
ball valve is fitted, opening out of the chamber already 
mentioned. To the metal ring in the disc a rod is 
attached, by which the centre of the disc may be moved 
up and down, deflecting the disc alternately in either 
direction, when the chamber is increased and a partial 
vacuum formed in it ; this is at once supplied by liquid 
entering the chamber by the supply pipe. When the 
disc is deflected downwards the capacity of the chamber 
is diminished, and, as the valve prevents the liquid 
returning into the supply pipe, it is forced to pass 
through the passage in the disc, raising the valve; it 
thus enters another chamber which is connected with a 
pipe for conducting the liquid to the locality where it is 
required. The apparatus may be made double-acting, by 
dispensing with the passages through the disc, and 
adapting supply and exit pipes with suitable valves to 
each chamber. 

Fig. 65 is an elevation, and half-section of this pump. 
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A is the npper, and B the lower shell or box, having each 
a flange 0, between which flanges the outer diameter of 

Pig. 65. 




the diaphragm D is held. The diaphragm is made oi 
ioatbtitr or otiier Boitahb flezihle material, made or blocked 
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out by moTilds to a suitable shape, and lias a hole in tlie 
centre, to which is fixed a vaLve seat and guards E E, 
above and below, to snpport the diaphragm. The lower 
guard is fonnod in one piece with the valve seat; the 
tipper guard serews on to the pieoe in which the valve 
seat is formed, and the diaphragm is nipped between the 
two guards; to the upper guard is fixed a bridge-piece F, 
by which the diaphragm is connected with the rod 0- and 
pump-handle H. The valves are made of iron covered 

Fia. 66. 




with indiambber ; the upper valve is marked I, and the 
lower K. The bridge-piece F forms a guard to keep the 
upper valve I in its place, and allow it to rise and fall, 
and the guards L, one of which only is shown, keeps the 
lower valve in its place ; M is the delivery spout. 

The next patent we will refer to was secured by Mr, 
B. A. Godwin, in August 1861. This pump is illustrated 
in Fig. 66, which iaavertical section constructed according 
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to the mventioii. A ie 
oylinder, vhioh ia fixed 



the working-barrel or pnmp 
in a homontal position in a 
suitable frame; B is the 
piston; the piston-rod, 
which works through a 
stuffiug-boz D at one end of 
the barrel or pnmp cylinder. 
The openings through which 
the water passes into and 
from pnmp-barrel are made 
at the lower side of and at 
the ends of barrel, as shown ; 
£ E are the ontlet or delivery 
▼alves, which are hung, by 
preferenoe, at their upper 
sides, and rest, when shut, 
on inclined seats formed at 
the ORtlets or openings F F, 
of the barrel, and such valves 
E £ open outwards ; O G- are 
two branch suotion-pipee, 
which are connected to the 
descending suction-pipe B 
which has a retaining valve I, 
as shown; J J are the two 
inlet valves in the branch 
saction-pipe G; these valves 
are hung, by preference, at 
their upper part, and they 
shut down on inclined seats, 
parallel, or nearly so, with 

the seats of the outlet valves E E. 

In 1862 we find another continnons flow pnmp, invented 

1^ lb. Oowan, conaJBtiDg of two working-barrels, one for 
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eaotion and one for delivery. This pump is illiiBtrated in 
Fig. 67, being a Bectioual plan. A is the suction barrel, 
B the delivery barrel ; each of the two barrels aie fitted 
with two buckets, of which and D are the snction 




buckets, aad E and F the delivery bncketa. Q ib the 
BuotioD branch and H the delivery branch ; J is the pump 
rod for the snction buckets, and E the rod for the delivery 
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buckets. The buckets are all, in this case, fitted with 
indiarabber disc valves. 

The " California " pump, invented by Mr. T. Hansbrow 
and introduced into England in 1862, is a very neat and 
convenient arrangement for small double-acting piston 
pumps for low lifts. It is illustrated in Figs. 68 and 69, 
and consists of a working-barrel A, piston B, piston-rod 
C ; D D are the suction-valves, E E the delivery valves ; 
F is the suction-pipe ; G the delivery-pipe ; H the air- 
vessel. It will be seen that the suction valves are arranged 
above the pump-barrel, so that the pump is always charged 
with water. The suction valves D D are cut out of one 
piece of leather, which also forms the joint between the 
pump body J and the delivery valve seat K ; and the 
delivery valves EE are again cut out of one piece of 
leather, also forming the joint between the delivery valve 
seat K and the air-vessel H. The pump body J, delivery 
seat K, and the air-vessel H, are all joined by four hinged 
bolts, making the access to the valves very easy. 

** There are but few large foundation works carried out 
in the course of which it does not become necessary to 
employ a greater or less amount of pumping power," says 
Engineering, of March 8th, 1867, page 225; "and in the 
large majority of instances the water which has to be 
raised carries with it, in a state of suspension, some 
proportion of solid matter. In many cases, the solid 
matter thus suspended is very considerable in quantity, 
and under such circumstances it becomes necessary that 
the pumping arrangements employed should be specially 
adapted to the work to be performed, and should be 
capable of standing rough usage. It is for work of this 
class that the pump, of which we give engravings " (Figs. 
70, 71, 72, 73, and 74), " has been specially designed, the 
object of the inventor and patentee (patented in the year 
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1862), Mr. John Hyman Woodford, having been rather to 
produce a pump for the economical raieing and delivery 
of pure water, than to provide engineers, contractors, 
builders, and others engaged in carrying out public works, 
mth a pump which should be efficient under all the 
disadvantageouB circumBtances arising in practice. 




"In OUT engraving. Tig, 70 shows the elevation of one 
of these pumps, with the framing, shafting, and delivery 
pipes, as arranged for contractore' purposes. The pump 
A is affixed to a perforated wrought iron box B, which ig 
immersed in the water to be pumped. The vertical 
driving shaft, CCO, is coupled by means of couplings 
D D, and supported partially on the wooden bearings E. 
The frame is made of angle-iron in 9 feet lengths F F, 
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fished together, and connected by diagonal braces H H, 
and ties 1 1. All the corresponding parts of the frame 
are made mntnally interchangeable, and the holes are so 
arranged that the diagonal and cross-pieces may be placed 
higher or lower, if desired. The delivery pipes are 
screwed to the frame by the strips. The couplings D 
are slightly rounded on the &ce, allowing the shafting to 

Fig. 71. 




Fig. 72. 

work freely, even when a little out of line. At the upper 
part, Fig. 70, is shown the driving pulley, this pulley 
being secured to any part of the shaft by means of a 
grooved key or set screw. 

" In Figs. 71 and 72 are given enlarged views of a pump 
capable of raising 2000 gallons per minute, the diameter 
across the revolving arms or flyers being 2 feet 6 inches, 
and the speed being, as in all Mr. Woodford's pumps. 
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regulated according to the height to which the water has 
to be raised. A number of careful and frequently repeated 
experiments made with this pump have shown that a 
velocity of 600 feet per minute given to the extremities 
of the flyers, just ensures a full delivery on a lift of 1 foot, 
and for other lifts this velocity is increased in proportion 
to the square-root of the height. In putting down these 




Fig. 74. 

pumps, therefore, the rule now is to drive them at such a 
number of revolutions per minute, that the speed of the 
extremities of the arms in feet per minute is equal to the 
square-root of the height of the lift in feet multiplied by 
500. 

" Referring to Figs. 71 and 72, it will be seen that the 
pump has two revolving arms, P, only, these being of a 
curved form, and being made of wrought iron. The shaft 
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N, on wHicH tHey are fixed, rests at its lower end on a 
steeled footstep 0, this footstep projecting into a hollow 
formed in the lower end of the shaft, so that the bearing 
surfaces are protected from the action of sand, &c. The 
water delivered by the pump passes through the two 
branches, these leaving the case tangentially, and com- 
municating with a pair of wrought-iron uptakes or 
delivery pipes K, each 6 inches diameter. 

"The pump above described, although giving very 
good results when employed in pumping water containing 
sand and gravel in suspension, is yet not preferred by 
Mr. Woodford for such a service. For passing large 
quantities of sand, gravel, stones, &c., in connection with 
water, the form of pump represented in Figs. 73 and 74 
has been specially designed. In this pump the general 
arrangement is the same as in that shown in Figs. 71 and 
72, but the flyers, S S, are made straight, and are each 
hinged as shown at T T. Should the flyers become 
stopped by fouling, they can be released by turning the 
shaft backwards ; thus causing the arms to be moved 
inwards, by moving on the hinge T with which they 
are provided. It will be seen by the Figs. 73 and 74, 
that in this form of the pump one delivery-pipe only is 
employed, the reason for this being that, in order to carry 
up stones, &o., clearly, it is necessary to maintain a con- 
siderablo upward velocity of water in the delivery pipe, 
and that, under the circumstances, a single pipe gives a 
much clearer passage for the stones, &c., than would be 
given by a pair of pipes of smaller diameter, having in 
combination the same sectional area as the single pipe." 

In 1863, Messrs. Stewart and Kershaw gave another 
impulse to the subject of air compressing pumps, by 
patenting a system of pumping air, which they call the 
Italian system, and which consists of a horizontal cylinder. 
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filled with water, attached to two upright air-vessels, one 
at each end, as shown in Fig. 75. The piston moves in 
the middle of the water, driving it before, and drawing it 
behind, at each stroke, so that the water only comes in 
contact with the air. This is a most ingenious contri- 
vance, as by it all the air is discharged from the cylinder, 
and when combined with stage pumping, which is here 
again patented, ought to be serviceable. The water helps 
to keep the air cool, and is disposed of by being sent 



Fig. 75. 
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forward over the discharge valves, in portions at each 
stroke, and finally discharged from the receiver by a 
common trap-valve. 
We find in the year 1864. a centrifugal pump, invented 
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by Messrs. Coignard & Co., of Paris, used at the Irrigation 
Works on the banks of the Nile. It differs from Appold's 
pump, inasmuch that it consists of two impellers A A, 
which the inventor calls screws, these are placed symmetri- 
cally upon the spindle D. The water enters the casing 
through the suction-inlet L, which is placed in the centre 
of the same ; through the centre of the screws 0, into the 
wheel I, pacing through the orifices F F into the 
impellers, which impart to it an increased velocity up to 
the circumference at G G G G : thence it flows through the 
passages M M M M, into the delivery pipe N. The form 
of the impellers is such that the section of the passages 
decreases from the centre to the circumference, and 
increases from the issue M up to the delivery pipe N, to 
vary inversely with the velocity. Small holes K E admit 
the accumulated air in the top of the casing to pass up 
into the delivery pipe. The centre spindle passes through 
the stuffing-boxes and glands P, the pressure of which can 
be regulated at pleasure. The whole is mounted on a strong 
bed-plate S. This pump is shown in Figs. 76 and 77. 

Drawbaugh's rotary pump, is one of a host of pumps 
which differ very little firom one another This was 
secured by letters patent in the year 1866. 

Fig. 78 is a perspective view, with cover or he€id 
removed, showing the interior mechanical arrangement; 
Fig. 79 is a perspective view of the cover or head of the 
pump, showing the position and comparative size of the 
recesses, a similar recess being upon the corresponding 
opposite interior side. 

A is a pump-case, through which the liquid is to be 
lifted fioid forced. Within the said pump-case are two 
hubs, each having flanges or pistons of a peculiar shape. 
These hubs are denoted by the letters B and C. The 
pistons on the former are denoted by the letters D and E, 
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and on the latter b; T T, having leoeBses £ B between 
the pistons. 




The hnb B is moved by the application of power to the 
driving shaft, which la eeen broken off at F. 
The pistons or flanges H and E, on the hub B, are bo 
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constructed and arranged that when describing their 
outer Bemi-revolutions, the external surface of each 

Fig. 78. 




Fig. 791, 




respectively moves in close contiguity with the interior 
semi-circular surfiekoe of that portion of the interior case 
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of the pump, and in making their inner semi-revolution 
they work in contact from point to point through their 
entire extent with the surfaces of the concave recesses 
RE, the whole being so constructed and arranged that 
the convex surface of the one shall impinge upon and 
press directly against the concave surface of the other, 
from point to point, in regular continuity, so as to pass out 
from between the two surfaces all the liquid, and cause it 
to flow toward the eduction or delivery pipe G, of the 
pump. 

In like manner the pistons T T, on the hub C, through- 
out their entire semi-revolutions, move in close contiguity 
with the interior semi-circular surface of the external case 
of the pump, so that the liquid cannot flow backward 
past these pistons, toward the induction or suction- 
pipe H. 

In this manner all the liquid which is pressed into the 
recesses B B, and the small concavities at the outer 
extremities of the piston T T of the hub C, as well as all 
the liquid which is cut-off at each semi-revolution of the 
hub B, by the flanges or pistons D and E respectively, 
is carried forward towards the discharge pipe G, and 
cannot return towards the suction-pipe H. 

In order that the machinery should work without 
strain, there is provided a recess K, on the interior side 
of the cover or head, and a like recess on the opposite 
interior flat surface of the pump-case which is swept by 
these hubs and pistons. Both these recesses open 
i7.pward towards the delivery pipe G, so that the piston 
E, when passing into the corresponding recess B, may 
force the liquid in such recess B, into the recess K, of the 
cover or head, and a corresponding recess K, on the 
opposite interior flat surface of the p amp-case, and thus 
relieve the machine from all strain resulting from the 
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compression of the liquid, and enable it to flow readily 
and freely from the recesses E R, as the pistons D and E 
enter them. As a further relief from strain, this pnmp is 
provided with two square chambers L L, of a corre- 
sponding length with the hub and pistons, thus allowing 
the liquid to enter and discharge freely. 

From the construction of the hubs B and C, and their 
pistons, it will be seen that the motion of the hub C is 
not constant, but intermittent, being at rest from the 
time the neck of the piston D leaves the external edge of 
the piston T upon one side, until the neck of the piston 
E strikes the edge of the same piston T on the opposite 
side. 

By giving the hub an intermittent motion, the 
driving hub B is made with but two pistons, of such size 
and shape as to give greater strength, more space for 
water within the pump-case, and consequently a greater 
flow of water from the pump when in operation, than 
could be done if the hub had each the same number of 
similarly shaped pistons, and should be kept in constant 
motion, or move simultaneously with each other. 

By this construction and motion of hubs and pistons, 
the objection against many, if not all, the rotary pumps 
in use, namely, the great amount of friction when working 
under pressure, is overcome, for when the pistons D and 
E of the propelling hub B are sustaining the resistance 
of the liquid, the pistons T T of the hub C opposite each 
other are equally acted upon by the liquid, leaving the 
hub C, with its pistons, in a state of equilibrium ; con- 
sequently but a small amount of force is required to move 
the hub C, and but little friction or wear will result, even 
when working the pump under a heavy pressure. 

A pump consisting of two pistons in one barrel, and a 
corresponding set of valves for twin double-acting piston- 
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pumpa, was patented by Mr. Stephen Holman m the year 
1867. 



About this year ( 



. MesBTs. Laird Brothers, of 




Birkenhead, introdnoed a double-acting piaton pump, 
fitted with ft piBton valve This pomp la Bhovm in 
Bectional elevation Fig 80, and cross section Fig 81. A 
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is the pTunp-piBton ; Bthe pump-rod ; C the piston-valve; 
D the valve-Bpindle, actuated hy an eccentric ; E is the 
suction inlet, shown in dotted lines ; F the delivery- 
branch. The delivery water from the right-hand end of 
the pump passes through the hollow of the piston-valve. 




Messrs. J. and H. Gwynne secured a patent for an 
improved centrifagal pump in the year 1868, It is 
illustrated in rigs. 82, 83, 84, and 85. 

Fig. 82 is an elevation ; Fig. 83 a sectional end view ; 
Fig. 84 a front view of the impeller ; and Fig. 85 a croKS 
section of the impeller. 

The pump cousists of an outer case E, with a disc or 
impeller A, having six arms or blades B cast on a centre 
boss. A oentre phite springs from the boss and 
«*"' ^^e-edge, bringing 
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the separate cnrrenta of water into each side of the disc, 
without producing any eddy or reflux. The arms are 




radial two-thirds of the length, and curved oflF towards 
the periphery in an opposite direction to the line of 
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rotfttioD, in order to direct the water into the sweep of 
the ca«o and prevent it mshing against the outer side 
of the discharge passages. Two rings D, Fig. 85, one on 
(^ach side of the arms, form the bearing surface. The' 
suction passages F F branch oflf from the suction pipe G 
at the point g. The bottom part of the casing E is 
thinned off to a knife-edge, in order to prevent any 
obstruction to the water. A space is left between the 
passages and the caHe, to carry the suction pipe F F over 
the enlargement of the discharge passage in a straight 
lino to the opening in the centre of the disc A, at which 
point they curve into the top of the openings. The 
discharge passage is sprung from the periphery of the 
disc in the form of a helix or volute, commencing at the 
top of the case £ and gradually increasing till it reaches 
the full size of the discharge pipe E'. That part of the 
pump casing E which contains the impeller is made of 
the same shape as the profile of the impeller, and similar 
in section, and of just sufficient size to permit the impeller 
to revolve, the bearings rings D being accurately fitted 
to the turned recess in the casing. By this means the 
usual side plates on the disc of centrifugal pumps are not 
required, the peculiar form of the pump casing acting in 
place of such plates, consequently the friction of the disc 
A is reduced. The whole of the disc and arms are steel, 
in one casting. The spindle passes through two stuffing- 
boxes oast on the casing E, to which are fitted gun-metal 
glands. A driving pulley is attached to the end of the 
spindle. Valves ai'e placed at the bottom of the suction 
pipe to retain water when the pump is not at work. 

A double-acting piston pump, very suitable for Colonial 
purposes — where skilled labour is scarce, consequently 
repairs are expensive and in some places almost im- 
possible, except when they are of the simplest form, as 
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putting in fresh cup-leatherfi, whicli can be kept in stock, 
or putting new leather faces on the valveB, whioh can be 
done by anybody who can cut a piece of leather — is illus- 
trated in Fig. 86. This pump was invented and patented 
by Mr. M. W. A. Herring, of Chertaey, in the year 1869. 
The pump barrel A is open at both ends, and supplied at 

Pio. 8a 




its centre by a ring standing out from its esterioT and 
passing to the sides of a casing B, by which the pnmp 
barrel is snrronnded. The casing is thus divided into two 
compartments — one open to the top end of the cylinder, 
the other to the bottom end. 

The casing has also cast with It the central portion of 
the inlet or suction valve-box ; this valve-box is divided 
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horizontally by a partition into two compartments. The 
npper compartment of the valve-box is divided into two 
by a vertical partition, and from the compartment on one 
side of the vertical partition a passage is made opening 
into the upper part of the casing, whilst from the com- 
partment on the other side of the vertical partition there 
is a passage to the lower casing ; from the lower com- 
partment of the valve-box is led the suction-pipe, and the 
lower compartment, by two passages fitted with suction- 
valves, communicates with the two compartments above it. 
The manner in which the valve-box is constructed and 
fitted at its upper end with covers by which the suction- 
valve D can be got at for examination and repairs, is 
clearly shown in the illustration. On the opposite side 
of the pump the casing has similarly cast with it the 
outlet or delivery passages fitted with delivery valves F, 
and these valves are both covered over by one cap, from 
which are two outlet or delivery passages, to either one or 
other of which the delivery pipe may be attached, whilst 
the other is closed by a screw cap. The piston L of the 
pump is fitted with double-cupped leathers. 

A vertical double-acting plunger pump, with one 
plunger only, of a rather peculiar construction, was 
patented in England in the year 1870, by Messrs. Richard 
Potter Peam and Frank Kelsey Peam. 

Fig. 87 is a sectional elevation of a pump of this 
description ; A is the piston-rod, to which is connected the 
plunger B ; this plunger may be moved up and down or 
to and fro by any arrangement of motive power. The 
plunger B works through a stufl&ng-box C, which is placed 
in the upper end of the cylinder or working barrel D ; 
the upper cylinder S forms the gland ; this cylinder S is 
provided with a cover or top E, the stuffing-box, and gland 
F; the two ^^linders D and S fit together, as shown in 
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the illustration, and are bolted together; the pnmp barrel 
D ie in one casting with the foQadatiou plate O and the 
columns H and J, the lower ends of which are provided 




witli Beatings for the admission or snction valves K and L, 
and the discharge or delivery valves M and N, while the 
upper parts of the colamns form air-vessels to keep ap a 
constant flow in the delivery pipe 0. The passage P 
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connects the pnmp barrel D*with the right-hand column 
H, and the elbow pipe Q and passage B connect the upper 
portion S of the pump barrel to the left-hand column J. 
The pipe R passes through a stuffing-box T in the upper 
part of the column J. 

The mode of operation is as follows: — ^When the 
plunger B is ascending; the fluid to the pump is now 
entering at the right-hand end of the supply pipe V, and 
after passing the valve K, it flows along the passage P, 
to fill the pump barrel D, and the plunger ascends ; at the 
same time the fluid that was above the plunger B is being 
forced up the elbow Q into the passage B, and through 
the delivery valve N into the discharge pipe O. As soon 
an the plunger begins to descend, the pressure of the fluid 
closes the valves E and N that had been open, and opens 
the corresponding valves L and M that had been closed, 
thereby allowing the fluid to enter the supply valve L at 
the left-hand side, and to escape through the right-hand 
delivery valve M into the discharge pipe W. Owing to 
this peculiar construction, the pump gland and stuffing- 
box C can be repacked without removing any part of the 
machine; it is only necessary to unscrew the bolts by 
which the upper and lower portions of the pump barrel 
are united, the upper portion S can then be lifted up to 
give access to the packing. 

A modification of this pump is illustrated in Fig. 88, 
which is a sectional elevation. The letters correspond 
with those in Fig. 87; the principal diflerence being 
that the top part of the barrel S is fixed, consequently the 
gland and stuffing-box T is dispensed with, and the two 
barrels D and S are packed by one gland and stuffing-box 
C, which is clearly shown in the illustration. The advan- 
tage is so dear that it is hardly necessary to comment 
upon it. 
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The helical pnmp, patented by Messrs Bolton and 
Imray, is illustrated in Engtueenng, 1872 It coneUts 
merely of a revolvmg wheel or fan, having around its 




a series of vanes or floats, as shown in Figs. 89 
and 90. The wheel rotates in a casing famiahed with 
tangental branches for suction at E and delivery at F, 
the former being placed at a lower level than the latter, 
and the form of the casing A being such that the water, 
as it rotates under the action of the fan B, is made to 
follow a helical course, and is thus, while travelling 
round the casing, lifted from the level of the suction £ to 
that of the delivery orifice F, 
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It vrill be seen firom what has been writtea that tbe 
helical pump in ita mode of action differs from ordinary 
centrifugal pampa. In the latter, it is essential that tlie 




periphery of the fan shonld travel at a speed which is at 
jlinal to that acquired by a falling body in falling 
from a hVgbt representing the gross head due to the lift 



\ 
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of water, friction, &o. The helical pump, on the other 
hand, appears to act by direct impulse, and in practice it 
is found that to a given height of lift it is only necessary 
to drive it at about half the speed which would be 
necessary for a centrifugal pump. In the case of tolerably 
high lifts, this is a decided advantage, and gives great 
facility for driving the pump direct. 

The pump illustrated in the figures has a wheel or 
fan, B, 3 feet 6 inches diameter outside the blade C, and 
6 inches deep, while the blades themselves are 6 inches 
square, which, minus a certain coefficient, represents the 
section of the stream of water which is made to flow 
through it. 

One point in favour of this pump is that it gives a clear 
waterway of large area, a matter of importance in many 
cases, as, for instance, in the event of a leak, the pump 
has to draw from the bilge, and the screen or strainer 
happen to become damaged. 

The patents secured for pumps fitted with slide valves 
are very numerous indeed, differing very little one from 
the other. A proof of this is again illustrated by Mr. 
Robert James Worth's patent secured in the year 1873. 
He claims the particular form of slide valve. On the 
outside of the pump he casts or attaches a chamber, or 
valve chest, in which ports are formed communicating with 
each end of the piftnp barrel, similar to those of an ordinary 
steam cylinder, by which the water or other liquid or 
semi-liquid is admitted into and exhausted from the pump ; 
also a port, similar to the exhaust port of the steam 
cylinder, which port forms the suction passage to the 
working barrel ; and a branch is also cast on the valve 
chamber, similar to the steam inlet on a steam cylinder, 
which forms the delivery from the pump. 

Nearly covering these ports in the pump is a slide valve 
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having ports cast through it corresponding with those in 
the pump. Through these ports in the valve the liquid 
is admitted through the pump ports alternately into each 
end of the pump. The inventor specially recommends 
these pumps for heavy tar. 

In the year 1873, Messrs. Ezra Cope and James Riley 
Maxwell, of Hamilton, Ohio, U.S., patented in England the 
double-acting ram or plunger pump illustrated in Figs. 91 
and 92. Fig. 91 is a sectional elevation, and Fig. 92 an 
end view, with the back cover or bonnet removed. This 
pump is used for moderate lifts in mines, and consists in 
the manner of making a single solid plunger double-acting. 
This is done by providing the barrel of the pump, at or 
near its centre, with a stuffing-box for the plunger to work 
through, and placing each end of the barrel of the pump in 
connection with a set of inlet and outlet valve-boxes ; the 
valve-boxes may be cast on or separately made and bolted 
to the barrel of the pump, as may be found most con- 
venient. This pump consists of a single barrel A, which 
is provided near the centre with a stuffing-box B, for the 
plunger or ram, C, to work through, and each end of the 
barrel is in communication with a set of suction and 
delivery valve-boxes. These valve-boxes are, in this case, 
cast in one with the barrel. The valve-box cover has an 
air-vessel cast on it, and a communication is made between 
the delivery box and the air-vessel. D is a cover or 
bonnet, which covers the back end of the pump, and in 
which the ram or plunger works. E are three screws fitted 
witli check or back nuts for tightening the internal 
gland. 

Included in the same patent, Messrs. Cope and Maxwell, 
now Grordon and Maxwell, describe another type of double- 
acting ram or plunger pump : — ^In some cases it is desir- 
able to expose the Btuffing-bozes around the plunger of the 
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pump, especially in deep miniag, to be more acceesible, and 
to see if they are packed BufBciently tight to prevent 
leaking, for cases of this kind the barrel of the pnmp ie 




usually oast in two pieces and joined together by a con- 
necting frame and bolta, or instead of caeting the barrels 
separately they can be oast together by a framework 
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joining their tffo inner ends, and tliere1}y forming tlie two 
barrels and framework in a Bolid pieoe. 
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The inner ends of the barrels are provided with packing 
chambers and means for attaching stuffing-boxes, through 
which the plunger works ; the valve-boxes may be cast 
to the barrels or separately made and bolted to them. The 
barrels of the pumps are made so that the inlet and dis- 
charge valve boxes may be placed on either side of the 
pump. Pumps of this kind may be constructed to work in 
a vertical or horizontal position. The piston rod of the 
engine is attached to the end of plunger, and works 
through a stuffing-box in a cover over one of the outer ends 
of the pump barrel. 

Fig. 93 is a longitudinal section through the pump 
barrels and one of the valve-chambers, and Fig. 94 a cross 
section through the pump barrel and valve chambers. 

A is the pump barrels; 6 the distance piece. The 
pump is double-acting and the barrels are joined by 
the flanged distance piece C. The plunger D works in 
the two pump barrels, and is packed in its middle by the 
stuffing-boxes E E, and glands F F ; G is the receiving 
or suction pipe connecting the two pump barrels at their 
sides by the valve chambers H H, and J is the delivery 
pipe attached to the top of the pump barrels by the valve 
chamber K K. This pipe is provided with a valve-chamber 
L, to serve as a check valve. 

In the same year (1873) we find a first class pump for 
compressing air; it was invented and patented by Mr. 
John Sturgeon , of Bolton-le-Moors, Lan cashire. The great 
feature in this pump being the large area of the inlet 
valve, and the sudden action of it, as will be seen from 
the illustration. Fig. 95, which is a part sectional and part 
elevational plan. The pump is of the double-acting piston 
type, and consists of the working barrel A ; piston B ; 
pump-rod C. D is the inlet valve, fitting close round 
the piston-rod 0, and carrying the stuffing-box and 

I 2 
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gland E, and seated on the front of the bush F inaide 
the cylinder This baah oontams openings Q G, throngh 
whioh the air paaaee into the cylinder, s 




W-kLvsrd mcrmtent of tiw rod baa dnw th« tsIt? 
op^Or ij au«i» of its &act»nal hi^Iil tt^n a^ the 
amvant of opating h^a$ iatenaiatA bj cIm pmoita of 
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J,K, &c. are a number of small delivery v«rll^es, which 
are placed in the hollow cover L, in a circle surrounding the 
central inlet valve D, and are closed in by the covers M, 
N, &c., which are screwed in at the front of the cover. 
These valves may be held against their seatings by springs, 
as at J, where needful, but when in a vertical position the 
springs will not be required, and are opened by the pressure 
of air produced in the cylinder by the forward movement 
of the piston B. The surfaces of the valves and the 
passages on the inside, facing the piston, are curved off so 
as to approach as near as possible to the form of the vena 
contracta, and thereby lessen the resistance to the passage 
of the air from the cylinder to the receiver. is the 
delivery passage to the receiver. Several modifications of 
this arrangement are also claimed in Mr. Sturgeon's patent, 
all carrying out the same principle, namely, " placing the 
inlet valve in the centre of the cylinder cover of the com- 
pressor having its boss fitting closely round the piston- 
rod, the latter being free to slide through it, but the fric- 
tion between the two being sufficient to draw the valve 
open as the piston begins to move away from it, and to push 
it shut as soon as the piston begins to move towards it." 

A pump fitted with a very simple arrangement of clack 
valves is illustrated in Figs. 96 and 97. Fig. 96 is a 
sectional elevation, and Fig. 97 a sectional plan. This 
double-acting piston pump was patented by Mr. Cemer 
Thomas Colebrook, of London, in the year 1874. A and 
B are the suction valves ; C and D the delivery valves. 
In the arrangement illustrated in the figure, one suction 
and one delivery valve are made of one piece of leather, 
and the other suction and delivery valve of another 
piece of leather ; these four valves, or the two pieces of 
leather, canvas, or indiarubber, or any other suitable 
material, are stitched or riveted together ; in another 



118 



pumps: HISTOKICALLT, THBORETICiLLY, 



arraagoment the two suction valves A and B are made of 
one piece of leather, and the two delivery valves C and D 
of another piece ; these four valves, or two pieces, are 
stitched or riveted together. In this manner Mr. Colebrook 




oombinee and forme the whole number of valves A,B, C, and 
D in one complete valve piece, and applies it simply by 
sliding it between the inwardly or transverse projecting 
parts F, G, and H, of the valve box or chamber J, and 
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retains it in position simply by the cover K of the valve 
box, as will be readily understood pn reference being had 
to Fig. 97. Valves thus formed and applied are prevented 







from shifting in any way, without the use of any of the 
usual fixing means, and have no motion except to ordinary 
lifting and falling, opening and closing, while at work. 
One of the important advantages derived from the use of 
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this arrangement is that thej can be withdrawn fircm the 
Talre casing immediatelj the Talre box coTer K is remoTed. 
When metal TalTea are used, the TalTes are all made 
separate, bat jcHned t<^ether bj means of two links and 
two spindles on. whidi the TalTcs torn. 

Although pistim Talres haTe been patented man j times 
preTioiis to this date, we find one in 1874 bj Mr. Joseph 
Erans, of WolTeriiamptoiL. Hg. 98 is a sectional plan of 
the TalTe and Talre box, and part of the cylinder ; the 
other part of the cylinder being similar to that of ordinary 
doable-acting piston pamp& A is the piston Talxe, which, 
althoa^ it is in the patent shown solid, is made by the 
patentee hollow, as shown in the illostration. B is part 
of the pomp piston. The pamp piston B is represented 
as moving in the direction firom right to lefk, and the 
saction is admitted throagh the suction boraneh G; D is 
the delirery passage fnaa the TalTe box. It will be seen 
firom Fig. 98, that the cylinder inside whidi the TalTe 
mores is itself a separate piece firom the main casting of 
the pamp and box, and is retained in its place by means 
of the coTer £. The small openings, F F, are osed for the 
working part of the cylinder, in preference to oblong 
openings, so as to retain a proper £unng all roand, and are 
osed for the ends beyond the working part^ so as to retain 
an eqoal distribation of metal round the cylinder. The 
collars or fskoes, G G, of the tsIto A are the same distance 
firom the outer edge of one port as firom the outer edge of 
the other port, but slightly further apart firom the inner 
edge of one collar to the inner edge of the other collar 
than the inner edge of one port to the inner edge of the 
other port, so as to prerent the liqoid in the pump fin>m 
being trapped as the TalTe coUar is traTelling oTer the 
port This pomp, when fitted to a steam cylinder, is 
fdnuflhediriiik • ^feiy nanple levening gear, so as to turn 
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the suction into delivery and the delivery into snotloii, 
when tar ie the fluid to be pumped. 

All the centrifugal pumps we have bo far deecribed 







u 



have had an impeller only, and not fitted with any guide 
blades ; but in the year 1874, Mr. Frederick Arthur Paget, 
of London, patented a pump of this deBoription, oornmn- 
nioated to him by Messrs. August Cbristiau Nagel and 
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Beinhold Hermann Eaemp, of Hambnrg. Figs. 99 and 
100 Ulnstrate a oentriirigal pnmp with a horizontal 
spindle and an eooentrio casing. Fig. 99 is a oross section 




and rig. 100 an elevation. The water asoends up the 
snotion-pipe A, and is gradually guided or led into the 
revolving wheel C, by means of the directing plates B ; 
from the revolving wheel or fan 0, it is projected by 
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centrifngal impulse into the vaiiee of the oonoentric 
gniding mheel. In this case the directing plate B ie fixed, 
but it ia somatimBB made adjustable, so ae to regulate the 




quantity of the fluid condnoted into the pump. In such 
instanoeB, and -with centiifagal water pumps, it replaces 
the foot valve, and serves to fill the pump, while it also 
allows such pump to be placed direct into the outlet pipe 
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without any outer casing. The directing plates are 
shaped to the section known as the ^* contraction curve" 
and it is dear that it may be adapted to any known form 
of centrifugal pump or fan. 

The fixed wheel or casing E is fitted concentrically to 
the outer periphery of the revolving wheel, and the pro- 
portions and directions of the series of cells of which such 
fixed wheel or casing consists are adapted to the absolute 
velocity of the issuing fluid. The same flows out of the 
cells in a radial direction when no eccentric outer casing 
is employed, and more tangentially when such an eccentric 
casing is applied as in Fig. 100. Such a concentric fixed 
wheel or casing as described may be applied to any appro- 
priate known form of centrifugal pump. 

When the spindle is vertical the pump is fixed in an 
iron or brick well, the outlet from which is placed at the 
lowest level to which the water in the outlet channel is 
ever likely to fall. The pump is hung on its spindle by 
a gun-metal bearing always accessible, this of course does 
away with the footstep ; all the bearings of the different 
parts have conical seats, and the impeller can be taken 
out and replaced without emptying the pump well. No 
suction and delivery pipes are used. The outlet from the 
well is fitted with a self-acting back pressure or sluice valve, 
to prevent the water from flowing back when the pump 
is standing. 

A greatly improved modification of Trevithick's " Tem- 
porary Forcer " or continuous flow pump was invented and 
patented in England about the year 1875, although it is 
illustrated in "Die Pumpen," written by Mr. Frederich 
Konig, and published in 1869. It is illustrated in Fig. 101 
which is a sectional elevation. It consists of a suction 
working barrel A, and a delivery barrel B. C is the suction 
pipe ; D the delivery pipe ; E and F are the suction and 
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delivery buckets. The pnmp rods H and J, are coupled 
together to one croBaltead E, and this again to a piston 
rod L, or connecting rod, as the case may be. G is the 
back cover, which also forma the connecting pipe or com- 




munication between the two barrels There is a great 
advantage m this continuous flow pump, namely, — the 
water haa a flow m one direction without meeting any 
obstacle, and it has an easy flow which reduces the friction, 
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bntit has the great objection that tlie Btrain on the 
croBshead is alternate ; however, thie can eaeily be got over 
by making a lat^ snction barrel in the centre, and one 
dbliveiy barrel on each side, each of whioh Bhould have 




one-half the area of the snction barrel, and the three 
pnmp rods coupled to one crosshead, as shown in Fig. I02, 
which is a sectional plan. A is the large suction barrel, 
between the two small delivery barrels B and 0, each of the 
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small barrels being half of the area of the large barrel A ; 
D is the aactiou bucket; E and F the deliver; backet; Or 
the suction pipe. The delivery pipes are not shown, being 
provided on the top of the delivery barrels, and joined 




together in one branch. The three pnmp rods J J J, are 
coupled to one crosshead K. L ia the steam piston rod. 
In the illnatrationB Figs, 103 and 104. is shown a some- 
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what novel pump, patented in the year 1875, by Mr. 
Bartnim. The action of the pump may be described as 
follows : — The crank shaft E is caused to rotate, and in 
doing so carries the piston A roimd with it against the 
inside of the cylinder, the centre travelling round the 
dotted circle in the direction of the arrow. The tail-piece 
D of the piston A travels up and down in the rocking 
guide C. By this action on one side of the piston, the 
water is drawn in at an opening F in the cylinder, and on 
the other side, the water that had been drawn in during 
the previous revolution is forced through the passage G- in 
the tail piece D, and so on, continuously giving a constant 
delivery. H is the suction inlet and J the delivery outlet. 
E forms the suction air-vessel or vacuum vessel, and L the 
delivery air-vessel. It will be observed that the suction 
and delivery passages are never open to one another, and 
so there is no slip. The adjustment between the piston 
A inside the cylinder is made by turning the small 
eccentric on the crank shaft pin, and fixing it with the 
nut M. The working guide C is kept at a constant work- 
ing fit in its bearings by the pressure of the water on the 
discharge side of the piston B. The polishing action of 
the piston against the inside of the cylinder covers N and 
0, is said to maintain a perfectly smooth surface. Any 
play between the cylinder covers N and and the ends 
of the piston A, can be taken up at onfte by reducing the 
thickness of the joint between the cylinder and the cylin- 
der covers. In some cases this joint is made self-acting 
by placing a saucer plate between the ends of the piston 
and the inside of the cylinder cover, to the back of which 
plate the water is admitted from the air-vessel, thus 
keeping the working parts always in contact. 

In 1875, we find a form of rotary pump constructed 
by the McFarland Pump Co., Limited, London, which 
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has been tested againHt both high and low li^ with very 
satiafaotoiyresalts. Figs. 105 and 106,are respectively a 
longitudinal and transverse section of one of these pomps, 
adapted fot lifts up to about 60 feet; while Fig. 107 




shows the slight modification of construction adapted for 
high bftB 

Befemng to Figs. 105 and 106, it will be seen that the 
pamp consista of an outer casing. A, into one side of whjph 
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a ehaft B enters eooentrically, this shaft having keyed 
upon it a dram C, of anoh diameter that it just touohea the 
interior of the casing on one side, as shown in Fig. 106. 
On the oovei D, which oloeee the outer easing on the side 




opposite to that on which the shaft enters it, is formed a 
long boss, 0, which is ooooentrio with the casing, and' 
n hich passes into the driving drum G already mentioned 
aj being keyed to the shaft, B. On this boss are monnted 
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three arms, E, F, and G, which are capable of revolving 
freely, and which pass out through three slots formed to 
receive them in the driving drum. The outer extremities 
of these arms fit against the interior of the casing, as 
shown in Fig. 106. 

It will be seen from the illustrations, that as the shaft 
revolves in the direction of the arrows, the driving drum 
carries round with it the arms turning on the boss of the 
cover, and each arm, as it passes through the upper third 
of its revolution, sweeps before it a charge of water, filling 
the upper part of the pump. In the earliest McFarland 
pump two working chambers were used, each chamber 
being fitted with two arms ; as now made, however, but 
one chamber is employed, this being fitted with three 
arms, as explained. It will be seen by referring to Fig. 
106, that, owing to these arms only acting through the 
upper third of their revolution, the amount of their sliding 
movement through the driving drum, when exposed to 
the pressure of the water, is very small, the chief sliding 
movement taking place during the remainder of the revo- 
lution, when the arms are in equilibrium. The pump 
thus works with but very little friction, and the flow is 
very regular. 

In cases where lifts of over 60 feet have to be dealt with, 
it is preferred to increase the bearing surface of the arms 
against the driving drum, by the introduction of semi- 
cylindrical steel bearing pieces, H, shown in Fig. 107. 

In the pump for moderate lifts the main pump casing is 
cast in one piece with the bed-plate and standard carrying 
the outer bearing of the shaft. In the case of some of the 
high-lift pumps, on the other hand, the casing is made 
independent of the bed-plate, for convenience of arranging 
the gear to suit special circumstances. These pumps have 
been tested against lifts of from 5 feet to 168 feet. Whilst 
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working agaiuHt 99 feet an effioiency of 58 per c«nt. has 
been obtained, the pump running at 133 revolutions and 
lifting 135 gallons per minute, the pump being 4 inches 
diameter. With a lift of 150 feet and a speed of 120 revo- 




lutioas the same size of pumps has delivered 195 gallons 
per minate 

A Tery unique double acting piston pump for hght 
pressures is shown in Figs 108 and 109. This pump was 
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invented by a Mr. Rider, of United States of America. 
The first of this class came to England fitted on one of 
Mr. Eider's hot air engines, which was exhibited at the 
Eoyal Agricultural Exhibition, held at Birmingham, in 
the year 1877. It consists of the working barrel A ; the 
piston B ; C is the pump rod, D the suction inlet, E the 
delivery ; F the suction- valve for the bottom of the barrel, 
G for the top of the barrel ; H the delivery valve for the 
bottom of the barrel, and J for the top of the barrel. K K 
are the covers for the suction -valves, L L for the delivery 
valves. The valves are simply an indiarubber cord cut 
to the required lengths. It will be seen that each set of 
valves are easy of access, the covers being secured by a 
single bolt stud provided with nuts at each end. 

An excellent pump for ships' purposes is shown in 
Figs. 110 and 111, and was introduced by Messrs. Stone, of 
Deptford ; it is a modification of the Dounton pump, which 
the author has already described. The inventors claim that 
this pump only costs about half that of Dounton's pump to 
give the same delivery ; that is to say, a 4-inch Blundell 
pump would throw as much per revolution as a 5f-inch 
Dounton of the usual stroke, and so on, for other sizes ; 
thus this pump has a delivery equal to three common 
single-acting pumps of similar stroke and diameter. 

This invention consists in employing three or more pistons 
working in one pump barrel, which pistons are so worked 
or operated as to alternately approach to and recede from 
each other by means of two cranks working two crossheads 
or connecting rods which are attached to the pistons. The 
valves are so arranged that the water can give access to the 
space between the pistons by passages outside the pump 
barrel. The pump head may be fixed, or may be so 
arranged as to form or act as a delivery valve, or in some 
it is dispensed with entirely. 
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The delivery from the second pietoa may ia eome cases 
be 80 arranged as to discliarge throngli to top piston by 
means of a tmnk piston-rod closed bv a valve. 
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Fig. 110 IB B Bectional elevation and Fig. Ill a seotioiial 
md view. 




In thie arrangement two pistons A and 6, and fwo 
backets C and D, are employed. The piabm A and the 
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bucket D are secured to tHe pump-rod E ; and piston B and 
bucket to the piston-rod F ; G is the suction pipe, H the 
delivery pipe ; J is the crank shaft actuating the two cross- 
heads K and L ; M is the suction-valve admitting water 
between the two pistons A and B, and N is the delivery 
valve; is a passage communicating between the two 
buckets C and D. 

The action of this pump is as follows : — Supposing the 
pump to be fall of water or any other liquid, and the crank 
shaft J moved round, then, when piston B and the bucket 
are moved upwards, the water enters through the suction 
pipe G-, through the suction- valve M, into the space between 
the two pistons A and B ; at the same time the piston A 
and the bucket D are moved downwards, causing the piston 
A to deliver water through the passage O into the space 
between the piston B and the bucket D, and also forcing 
the water through the bucket D into the delivery pipe H, 
and the water between the pistons A and B is delivered 
through the delivery valve N into the rising main or de- 
livery pipe H. From this description it will be seen that 
there is a constant delivery. 

A modification of this ship's pump is represented in 
illustration Fig. 112. In this arrangement it will seen 
that there are four pistons instead, as in the previous 
one, of two pistons and two buckets. The illustration is a 
sectional elevation. Messrs. Blundell and Holmes patented 
this pump in 1876, and claim the advantage on account of 
its accessibility in the event of it getting choked or in case 
of repairs being required, as all the valves can be got at 
from the outside and no buckets are used. Another ad- 
vantage is the small number of parts, the valves being 
reduced to four, no foot-valve being required, and only two 
pump-rods and slides are used. As the lower chamber is 
always charged with water, readiness of action is ensured. 
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As will be seen in the illuBtration, there are four pistons 
carried npon two separate rods working side by side 




(only one of which is shown) througli stuffing-boxes or 
hydraulic leathers in the pistons, and as is nsnally in 
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Doimton's pump. In Dounton's pump, however, when the 
valves get choked, the pump, cover has to be lifted, and the 
whole of the interior drawn out in order to clean or repair 
them, but in this pump the valves are accessible through 
doors E^, E^, D^, and D^, and therefore the interior will only 
need removal when the piston leathers require renewal, 
which is very seldom. 

The action of the pump will be readily understood from 
the following description. Upon the crank shaft being 
turned as indicated by the arrow, the crank C^ lifts the 
pistons P^ and P^ simultaneously by means of the rod K^, 
and at the same time the pistons P^ and P* are forced down- 
ward by the rod K^ and the crank G^. The spaces under P^, 
between P^ and P^, and above P*, will then be filled by 
the water lifting the valve S, and passing through the 
passage B and the ports W^, W*, W^, and at the same time 
the water assumed to be between P^ and P^, and P^ and P*» 
will be discharged through ports W^ and W^, and up the 
passage B^ through valve D^ and out of the nozzle 0* 
Upon the rotation of the crank shaft being continued, the 
action of the pistons will be reversed, and like results will 
follow ; the filling and discharging of the spaces being 
alternately as the pistons approach or recede from each 
other. 

A German farm pump was first manufactured by Messrs. 
Jacab and Becker, of Bliicher Platz, Leipzig, in the year 
1877. Fig. 113 shows the form of pump which was 
specially wanted by German farmers. It is quite simple 
in design, and is so arranged that the parts are easily 
accessible. It will be seen that the valves A and B are 
hemispherical, and are provided beneath with a weighted 
stem to keep them vertical and fair on their seats, which 
consists of rubber rings C, held by angle iron rings D. 
The inlet chamber E may be bolted on to a wooden base. 
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Fig. lia 
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and if desired can be sur- 
ronnded with an intercep- 
tion formed of plaited osiers, 
to prevent solid matters from 
entering and choking the 
pump ; of this, however, there 
is little danger, as whatever 
passes the inlets can be 
carried np through the 
valves. The pnmp barrel is 
kept steady, by means of an 
adjustable attachment, to the 
ascending pipe shown at F, 
consisting of a bolt passing 
through slots in the con- 
necting bars. The plunger 
is without packing, and is 
made of the form shown at 
G, a plate H being cast into 
it for connecting it to the 
pump-rod. The top of the 
fixed length of ascending 
pipe is made taper, with a 
semicircular groove running 
round it, shown at J, and 
within which a rubber ring 
is placed to make the joint 
with the socket at the next 
length of pipe. The same 
form of joint is used for each 
section of pipe, as indicated 
on the length K. In order 
to empty the ascending pipe, 
an outlet is provided at L, 
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conBiBting of a valve kept down by a heavy weight, but 
whioh may be Taieed by a cord. 

In iUnstration Fig. 114 is shown the conBtractloa of 
a continnotiB flow pump of an uncommon construotion, 
patented by Mr. C. F. Amos and Mr. H. W. E. Smith, of 
Hull, iu the year 1878. The illustration shows the con- 
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struotion so clearly, that but little de^ttriptioa will be 
required. The pump oonaists of two parallel cylinders or 
working barrels A and B, the lower end of A communi- 
cating with the suction inlet C, and the npper end of B com- 
municating with the delivery pipe T>, while the npper end 
of the cylinder A oominunicates with the lower end of B 
by a passage E formed in the oylindar casting as shown. 
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Except for the commnnication afforded by the passage E, 
the two cylinders are shut off from each other by a partition. 
Each cylinder is fitted with a bucket having a valve 
opening upward, and these buckets are coupled to arms on a 
rocking shaft, the arrangement being such that one backet 
falls when the other rises, and vice versa. The rocking shaft 
is packed by a cnp leather where it traverses the partition 
between the cylinders, while it passes out of the pump 
casting through stuffing-boxes and is fitted with hand- 
levers, or with arms driven by a crank and gear, according 
to the size of the pump and the purpose for which it is to 
be used. 

It will be seen that as the pump is worked, the capacity 
of the space enclosed between the two buckets is alter- 
nately enlarged and reduced, it being at its minimum when 
the parts are in the position shown in the illustration. 
The two bucket valves thus act as suction and delivery 
valves respectively, while, moreover, as the left-hand 
bucket draws from the suction-pipe during its rising or 
up-stroke and at the same time delivers through the other 
bucket, the right-hand bucket also delivering during its 
rising stroke and at the same time drawing through the 
left-hand bucket, the delivery is continuous, and the 
current of water being always in the same direction a high 
efficiency is attained. The valves and buckets, it will be 
noticed, are very readily accessible, and altogether it is a 
very good, though not new arrangement. 

Although Mr. J. L. Norton, in his patent specification 
dated 1861, when describing his single-acting diaphragm 
pump, states, — " The apparatus may be made double-acting 
by dispensing with the passage through the disc, and 
adopting supply and exit pipes with suitable valves for 
each chamber," we find that Mr. G. V. Fosberg secured a 
patent for a similar double-acting diaphragm pump in the 
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year 1878. One of these pamps w»a exhibited at the 
Tynemouth Exhibition, This pump is illastrated in Fig. 
115, which is a sectional elevation. A A are the top and 
bottom parts of the body, between which is secTired a sheet 
of flexible indiarubber, B, dividing the pump into two 
parts ; on each side of this rubber are iron shields, C C, 
secured to a rod, D D, guided at both ends ; one end of the 




rod is attached to a handle in the uaual way, E E are the 
suction calves, F the auction pipe, G the delivety pipe ; 
the delivery valves being on a line with the suction valves 
are not shown in the illustration. The suction and delivery 
of water or any other kind of fluid is caused by alternately 
raising and depressing the indiambber diaphragm. These 
pnmps are intended particularly for ships, boats, fishing 
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smacks, &c. ; they are simple in oonstruotion, and little 
liable to derangement. 

We find in the same year (1878) another air-compressing 
pnmp, patented by Mr. Sturgeon. It consists in the means 
of actuating the inlet valve so as to ensure certainty of 
action in opening the valve, no matter at what speed the 
pump may be running, together with an improved arrange* 
ment of the parts of the pump in connection with iJie 
arrangement of the inlet valve or valves. For this 
purpose Mr. Sturgeon places the seat of the inlet valve or 
valves in the plungers, and applies the valves to them so 
as to move to and fro therewith, in such a manner that 
the valve may remain stationary while the piston is moved 
away from it to the extent of opening allowed, thereby 
opening the valve at the commencement of the backward 
or admission stroke. In this case, the piston rod or con- 
necting rod is directly attached to the piston, the valve 
being loose and free to move independently to and from 
its seat therein ; but if sufficiently retarded in such inde- 
pendent movement by its own inertia, the pressure of air 
against its surface, and the momentum previously imparted 
to it, to allow the movement of the piston which effects 
the opening or closing of the valve to take place first, the 
valve then, in its open or closed position, accompanies the 
piston through the remainder of the stroke. 

In another arrangement, two single-acting air-com- 
pressing pumps are fixed with their axes in one straight 
line, so that the two pistons or plungers may be fixed on 
the one piston rod. 

When the cylinders are used as above described, the 
plungers may be connected together on one piston rod, and 
the two valves also connected together ; but there must be 
jflst sufficient difference between the distance of the seats 
apui; and the distance of the valves apart as to allow for 
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the neceBBaiy lift or openiag of ike valves. In thie case 
the seat of one valve acts as a stop to regolate the lift or 
opening of the other valve. 

Another arrangement ia shown in Fig. 116, which is a 
longitudinal eeotion. A tmd B are the plungers, coupled 
together by outaide rods, and actuated by the connecting 
rod G. D and E are the Buction-valves, seated in the 
plungers A and B. F and G are the delivery valves, one 




a a boss on the other, and a spiral spring 
introduced inside the bosses to keep the two valves on their 
faces when Bot in action. 

The American ' Sanitary Engineer,' 1883, illustrates a 
pump called " The Invincible," the principle of which was 
claimed to he new at that time. This pump is illustrated 
itt Fig. 117. It consists of a valve section or chamber A, 
which is stationary, with hollow ends, which extend 
through each end of the pump cylinder B, and the cylinder 
itself, which is pivoted on the protruding ends of the 
valve chamber A, and to which is attached the sector piston 

C. This sector divides the cylinder lengthwise into two 
chambers. The rocking of the cylinder B by the handles 

D, gives alternate vacuum and discharge in each chamber. 
There are four valves, two suction, E, and two delivery, 
F. The packing in the valve section consists of strips of 
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leather let iii flnah, or nearly ao, with the metal The 
sector C is also packed in the same way. G iB the snctioit- 
ohamber, and H delivery chamber. J, K, are two paoking 




glanda, making the joint bet' 
the cylinder B. 
This pump was patented in this ooontry 



the valve sector A and 
the year 



A hand foroe pump, known in America by the name 
" Bed Jacket," was patented in that country, in the year 
1881, by John P. Hartui, Cincinnati. 

The illustration. Fig. 116, represents this pamp, adapted 
TO any well or cistern, and for all purposes ; it is arranged 
so tbat the valves and pistons can be easily taken ont, if 
nocessaiy, for repairs, withont removing the pomp, 
standard barrel, or going down into the welL A is the 
pump barrel ; B the differential piston, which is half the 
srea of the bucket ; D is thesnotian-valve. The oolomn 
or staodard E ftHiuB the air-vessel, and F is the dip-pipe 
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or deliTeiy pipe, Q the auo- 
tion pipe, and H the delivery 
hose, which is coupled on to 
the spout when the pump is 
used for fire purposes, or 
watering gardens, &c. One 
great advantage in this pump 
ia that there are no stuffing- 
boxes and glands to beep 
tight. It will be easily seen 
that this pump is a modi- 
fication of the preTiouely 
described bucket and plunger 
type. 

A very useful and compact 
little lift pump, illustrated by 
a sectional elevation, Fig. 119, 
was patented in the year 
1882, by Mr. Henry C 
liangrehr, of San Francisco, 
California. It consists of a 
body caeting A, provided 
with an internal cylindrical 
bearing D, and a chamber 
furnished with a spout or 
shoot ; the chamber is fur- 
nished with a rim G, which 
forms a continuous bearing 
for the working lever I, and 
provided at i1« base with a 
suction-valve, 0. P is a 
hollow plunger fitted with 
a delivery valve C and con- 
necting link ST. The valves 
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are of the lifting disc type, gnided above the seats by 
means of projecting pieces round the circumference of the 
valve plates. 



Fig. 119. 




We now come to a simple and ingenious air compressor 
of the ram type, which was patented in the year 1883 by 
Mr. Frank Walter Scott. The invention has reference to 
that class of air-compressors in which the air is compressed 
in separate stages, such apparatus being constructed with 
one or more chambers, having suitable valves connected 
therewith for the admission and retention of the air to be 
compressed. 

In Fig. 120, A shows an outer cylinder which is fitted 
with a stufi&ng-box and gland in which leather or any 
other suitable packing can be placed. B is the plunger, 
which is caused to work up and down in the cylinder A, 
by which means the air is drawn in on the upstroke 
through the valve C, and is compressed on the down- 
stroke into the chamber D, through the valve E. On the 
second upstroke, the compressed air being retained by the 
valve E is forced through the valve V, into the pipe L, 
which communicates with a receiver or chamber M, or 
other suitable receiver. The heat caused by compression 
is kept down by water running in at F, into the chamber 



AND PRACTICALLY COHSIDEBED. liS 

plunger, and the oonneotion Isetween it and the chamber D 
Q and oat at H. The pipe L also forme the gaide for the 
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plunger, and is kept tight by a stuffing-box as shown. By 
means of the arrangement above described the pressure of 
air under the first plunger may be very moderate, while in 
the reservoir or chamber M it will be very great. X is 
the driving drum or pulley for actuating the crank shaft Q. 

Fig. 121 shows the method of obtaining another stage 
of compression on the same plan. The operation is pre- 
cisely the same as that in Fig. 120, except that the fixed 
pipe L is replaced by the plunger TJ, which plunger 
being caused to move in the opposite direction to the 
plunger B, on its down stroke receives and retains, by 
means of the valve N, the air partly compressed in the 
chamber D, and on its up-stroke compresses the air finally 
through the valve 0, in the fixed pipe P, into the reservoir 
or chamber M, or other suitable receiver. 

The motion necessary for actuating these plungers in 
the proper directions are obtained by cranks or eccentrics 
set in suitable relative positions, the whole being actuated 
by any convenient means applied to the shaft Q. S S are 
the eccentrics for working the plunger B, and T is the 
eccentric for working the plunger U. 

The pump shown in Fig. 122 is of the ordinary double- 
acting piston type, with all the valves placed above the 
working barrel, so as to secure the working barrel always 
being full, the peculiarity of this pump being the valves. 
This pump was patented in England, August 1884, by Mr. 
L. B. Carricaburu, of New York, U.S.A. With direct- 
acting steam-pumps, to obviate the necessity of packing 
the piston, Mr. Carricaburu employs a tube, A A, con- 
necting the two pump and steam cylinders ; this tube he 
surrounds by a second tube B B, the annular space between 
the two serving as an air-vessel ; this space he connects by 
a tube, C, to the water delivery-pipe. A tube of copper 
or brass, D D, is fitted on the piston-rod, and is capable of 
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being replaced when worn ont. The tube be sometimes 
Bplita in the oentie, and introduces a packing. Babbit-metal 
may be poured into the rough casting in the space snr- 
rounding the piston-rod. The valve chamber opens on both 
sides, to allow for facing off the valve seats. The valves 
EE lift bodily from their seats, and also swing up at an 
inclination. This is accomplished by having the tmnnions 
P F of the valves attached to radial arms G G ; these 
arms are wound at one end in spirals round the trunnions, 




theothereudsterminatingiu helices surrounding the studs, 
thus allowing fur the lifting and bending movements. 

In the year 1884 Mr. Joseph Armitage Wade and John 
Cherry patented the centrifugal pump illustrated in Figs, 

123 and 124. Fig 123 is a sectional elevation, and Fig. 

124 a sectional end view. It consists of an ordinary 
impeller A, with taper sides, furnished with a screw B, 
on each side; these screws are right and left handed and 
made to fit in the screw chambers, the external diameter 
being equal to the centre openings for the inlet of the 
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water; C is the spindle on wliich the impeller and BorewB 
are firmly keyed, it carriee the driving pulley D : the 
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spindle works through two stuffing-boxes E E, and glands 
F P, and an ordinary bearing G, on the inside of the 
driving pulley ; H is the casing, J the snction-branch, and 
K the delivery branch. The whole of the pump is cast 
in one with a substantial bed-plate. 

The joint in the casing, giving access to the impeller for 
clearing and repairs, is made at L M. 

The screws in the inlet are 6^ inches in diameter, 
having each three threads. By careful experiments it has 
been found that a pitch of 9 inches for the screw gives the 
best results in a 6-inch pump. 

From the elevation. Fig. 123, it will be seen that there 
are six vanes in the impeller, which are curved backwards ; 
they are similar in shape to those in Gwynne's pump. 

The pump illustrated has 6-inch suction and 6-inch 
delivery pipes, the impeller is 14 inches in diameter and 
1 inch wide, that is 1 inch opening and 1 J inch width of 
case. A stop N is provided across the top of the casing, to 
prevent the water from rotating in the casing. It is said 
to deliver from 10 to 15 per cent, more water than ordinary 
centrifugal pumps. 

Mr. Henry Davey, of Leeds, in the year 1885 patented 
an excellent double-acting pump. The invention relates 
to a construction of a double-acting pump arranged in 
such a manner as to simplify the valves and to give 
ready access to the wearing parts, as will be seen from 
the illustration, Fig. 125, which is a vertical section of 
this class of pump. In all cases Mr. Davey employs two 
working-barrels or cylinders, each fitted with a bucket or 
piston having a passage through it covered by a valve 
opening in the direction of flow, and the suction inlet to 
the pump is so arranged that there is always liquid ready 
for starting the pump into action without the necessity for 
the charging with liquid which is required in many pumps. 
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Eefemog to Fig. 125, A and B are the two working 
barrels, the buckets of which, being worked from opposite 




revolving cranks or from opposite ends of an osoillatiog 
beam, are always moving in opposite directions ; that is to 
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say, when the backet A is ascending, the bucket B is 
descending, and conversely. The suction pipe C opens 
into a suction air-vessel D, with its mouth considerably 
above the bottom of D, so that there is always retained in 
the vessel sufficient liquid to charge the first barrel A 
when the pump is started into action. The second 
working barrel B, which on starting is primed from A, 
discharges into the air-vessel E, from near the bottom of 
which the delivery-pipe F ascends. The buckets and the 
valves are readily accessible on removing the covers G 
and H of the two working barrels. 

The action of the pump may be thus described.* As the 
bucket A ascends it draws the liquid below it, and dis- 
charges the liquid through the bucket of B which is 
descending. As the bucket of B ascends it draws liquid 
through the bucket of A, which is then descending, and 
discharges the liquid above itself into the air-vessel E. 
Thus, in each complete double-stroke there is a discharge 
equivalent to the capacity of the two working barrels. 

Mr. J. 0. Lundberg, of Bruzaholm, Sweden, has patented 
several very excellent pumps for small quantities of 
liquids and fluids, amongst which we find a patent secured 
by him in Sweden in 1885, a sectional elevation of which 
is illustrated in Fig. 126, in which A and B are the pump 
chambers. These two castings are secured to one another 
by the flanges C and D, by means of bolts and nuts. The 
upper part A forms the cylinder E and the air-vessel ; the 
bottom part of the cylinder projects into the bottom part 
of the pump B, through F in it. 

To form a tight joint between the cylinder E, which is 
provided with a flange G and the rough flange F, a pack- 
ing ring H is introduced. For the same purpose a nipple 
or bung is formed on the flange C. In the cylinder 
works a piston J, moved up and down by means of a lever 
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or any other oonvenieut means. The piston J la snr- 
ronnded by a packing K, which can be tightened hy the 
nut L. The cylinder £ is open at the bottom and 
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farniahed with projeotious M M M; these projections 
serve as stops for the snotiou-valve P, which latter covers 
the suction inlet from the suction-pipe U and the space 
Q, From the top part A, of the _ 

pump projects the hollow bracket 
X, which is nsed as a fulcram for 
the lever V Z, which by means of 
the link N oommanicates motion 
to the piston J. The hollow in the 
bracket X, increases the capacity 
of the air-vessel. The delivery- 
valve is of the annular ring type 
guided by the pnmp working- 
barrel. These pumps are frequently 
worked by wind power for irri- 
gation and reclaiming land. 

A neat and compact arrange- 
. ment of double-acting piston-pump 
for small sizes is illustrated in 
Figs. 127, 128, and 129. It was 
secured by Boyal Letters Patent 
in the year 1886, by Mr. Thomas 
Ward, of Tipton. 

Fig. 127 represents a sectional 
side elevation; Fig. 128 a side 
elevation ; and Fig. 129 a sectional 
front elevation. 

In the Patent Specification Mx. 
Ward states : 

" I provide two pairs of valves, 
J, Ej and J, Eg respectively, situated upon a common line 
of axis, running about parallel with the pump barrel Mj, 
each pair of which consists of a suction-valve surmounted 
by a delivery; and which pair are separated the one 
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from the other, preferably by what wonld appear to be a 
fifth valve seat, carrying a plug or folse valve N. Imme- 
diately below and above, and upon the same axis, the 




miction and deliveiy pipea F^ and P( are connected 
reepectively, the latter with or without any intermediate 
air-TMsel Pti thoa proridiDg that « boriug bar may be 
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passed right through the lot. Now a port or bye-pass Si, 
communioates from the former, with and beneath the 
suction valves on the one side of the valve-box ; whilst a 
similar one Sg, to the latter; with and above the two 
delivery valves ; and in front a comparatively long and 
narrow lid Ti is provided, whereby the valves and the 
division plug are accessible. 

" Again, I may provide a separate working barrel Mi — 
preferably a plain tube requiring neither boring nor 
turning — forced and secured within a bored flange Mj 
internally projecting from the shell Ms at about its mid- 
length, which shell, beiug of superior diameter, ensures 
that a pair of annular ports Vi and Vj communicate from 
the pump Ml, above and below the internal flange Mj, to 
the respective valve chambers W2 and Wg, situated 
between the corresponding suction and delivery valves ; 
and I may provide but one cylinder cover Ti, by pre- 
ference situated at the end opposite to that containing 
the piston-rod and stuffing-box and gland Tg. 

" I may further provide that the fulcrum plate Ri, which 
carries the lever Q, shall be in one and the same casing 
as that of the spear-rod-guide B3, which guide projects 
forward, and spans between its abutments E2 B2» 
sufficiently to ensure free vibration to a pair of connecting 
straps Yi Y9, between which it is also situated, sandwich 
fashion, in its other direction. 

"For horizontal pumping, I may provide either a 
vertical valve box to a horizontal barrel or pump, or else 
I may provide a horizontal valve-box, whose valves pre- 
ferably hinge from the cover above, which cover may 
likewise form the air-vessel communicating with the 
fluid, either at chamber W^ or W^ or other. 

" If desired, either or both of the suction and delivery 
pipes may be connected at St, and Sv respectively, rather 
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than as provided ; and, finally, the pump barrel and an- 
nular ports as particularly described may be replaced by 
other forms." 

A method of pumping liquid lead is described in 
Engineeringy dated January 1st, 1886, page 18. Although 
the apparatus used is not a pump, strictly speaking, the 
author thinks it will be both interesting and perhaps to 
many readers useful. Here is the article in full : '< A steam 
pump for Liquid Lead. B. Eosing, of Friedrichshiitte, 
Germany, has lately introduced an apparatus for pumping 
molten lead by steam pressure. Its special use is to 
fiEU)ilitate the casting of lead into pigs, or its removal from 
one pot to another during desilverising, and other 
operations in oases where the pots are not so placed as to 
allow of its being simply run out from tapping holes in 
the pot bottom. The pump consists of an iron cylinder 
closed at both ends, but provided with a ball valve at the 
bottom, and having two pipes fixed into the top end, one 
pipe delivers the steam jet under the cover, and the other, 
the delivery pipe for the lead, reaches very nearly to 
the bottom of the cylinder, while outside and above, the 
cylinder is raised to a suitable height, and is curved over 
for the convenient flow of the lead. 

" If a lead pot is to be emptied, say into pig moulds, the 
pump is first heated to such a degree that the liquid lead 
will not congeal on it, and is then sunk into the metaL 
The steam pipe has on it a three-way cock, which is 
now connected to the pipe from the boiler. The cock 
being first turned so that the pump cylinder communicates 
with the air, the lead outside raises the ball- valve and fills 
the cylinder. The cock is then turned so that the com- 
munication with the air is closed, and steam of suitable 
pressure is let in. This at once closes the ball-valve and 
forces the lead to rise in the delivery-pipe. In this way 
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the cylinder is emptied, and as soon as the lower end of 
the delivery pipe is free from lead, the steam rushes np it, 
thus lowering the pressure in the cylinder so far that the 
lead can again open the ball- valve and rise in cylinder. 
The steam pressure then again rises, closes the ball-valve, 
and expels the lead as before up the delivery pipe. These 
alternations follow one another very rapidly, and an almost 
continuous stream of lead is ejected from the pump, as 
long as enough remains in the pot to open the valve and 
rise in the cylinder. 

"German metallurgist papers speak of the pump as 
working " very well indeed at those works which have 
adopted it, proper relations being maintained as to size of 
pipes, cylinder, steam pressure, <fec. Of course, in principle, 
this idea is anything but a new one. In sugar refineries, 
hot liquors have long been raised by exactly similar 
apparatus, and the " acid eggs " of sulphuric acid works 
are the same thing, only using compressed air in place 
of steam, and being made without a self-acting valve for 
refilling the pump, the liquor to be raised being run in 
from a pipe with stop-cock for each operation of lifting. 
The application to molten lead, however, is a new one. 
The ' New York Engineering and Mining Journal * gives 
a description of the pump, which it appears to regard 
as new in principle, as it says " that it is believed that this 
apparatus could he used for other hot liquids and (compressed 
air being substituted for stearn) also for cold ones ;" apparently 
communicated direct from the adopter. From the same 
source it probably has received the very amusing in- 
formation which it gives as to the action of the German 
Patent Office, concerning Kosiug's application for a patent 
for the pump : '* It does not appear that any objection was 
raised on the score of novelty, but the wiseacres at the 
Patent Office refused a patent because they discovered a 

M 
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reason satisfactory to their own minds why the pump 
would not answer. They wrote to the applicant the 
following piece of wisdon, which, as the ' Engineering and 
Mining Journal* says, "is awe-inspiring: — ^Tou have not 
touched the point moat important to the operahility of the 
apparatus^ namely^ the excessively high pressure^ corresponding 
to the temperature of the molten leady which the steam must 
acquire through contact with it, and which renders doubtful 
the operahility and applicahility of the apparatus,* As our 
contemporary points out, the supposition that excessive 
pressure could be produced by superheating one end of a 
small steam current which is in open connection with the 
boiler, is, of course, perfectly absurd, and astonishing for 
the Patent Office of a country where science lies around 
loose for everybody's benefit. When this solemn suggestion 
was put forth, this pump was working perfectly. But 
the patent has never been granted, and it appears that 
the officials concerned are quite sure the apparatus will 
not work." 

In the year 1887 we find that Mr. Johan Olof Lundbergs, 
through Mr. William Phillips Thompson, secured a patent 
for "Improvements in double-acting piston pumps." 
One of these pumps is illustrated in Fig. 130, which is a 
sectional elevation. A is the working barrel, at the ends 
of which the valves B and C are placed. The air- 
chamber or vessel D, with the dip pipe or rising main E 
fitted therein, is secured to the cylinder by means of set 
screws F, G. Into the base H, also secured to the 
cylinder by means of the set screws J, K, there extends 
beneath the valves B a compartment L, into which the 
suction-pipe M enters a short distance. Under the valves 
B are short lengths of pipes N, descending into the com- 
partment L. As the piston advances and returns in 
the working barrel, the water is sucked through the pipe 
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M into the compartment L, and from this compartment, 
througli the pipe N and the valves B, into the working 
barrel A. The water is then forced up through the 
valves C into the air-vessel D, whence it is forced up into 
the rising main E. In consequence of the rarefaction of 
the air produced in the compartment L, which thus acts 
as a suction air-vessel or vacuum-vessel, the water is 
sucked in a continuous stream from the pipe M. By 
reason of the suction-pipe M extending some distance 
above the bottom of the suction air-chamber L, the water 
level in the said chamber will, when the pumping is 
discontinued, subside to the line ah. In the air-chamber 
D the water will subside to the line c — d. This arrange- 
ment has the advantage that^ when the pumping re- 
commences, the plunger will immediately aspire the 
water in the chamber L, which water serves to tighten 
the packing of the piston and the surface of contact of 
the valve seats, and at the same time it prevents the 
air from being aspired through the pipe E, in the event 
of the ^valves C not being perfectly tight. The suction- 
valves B have their guide below the valve seats, in order 
that the inlet area may not be reduced, the guidance of 
the valve being besides more certain. The delivery 
valves C are, like the previous ones, guided inside, in 
order to occupy the least possible space. The piston is 
worked by means of the shaped lever B, pivoted at the 
base of the pump, and by means of a bent link Q, which 
is connected with the piston rod. 

Another arrangement of Mr. Lundberg's small double- 
acting piston pumps is shown in Figs. 131 and 132, in 
which aU the valves are placed above the working barrel. 
The suction air-chamber consists of a pipe E, the lower 
end of which is screwed fast in the body of the pump, and 
over this pipe is passed the delivery air-chamber S, which 
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is, moreover, united Tnth the pipe B by means of box- 
coupling T. By this arrangement the euction air-cbamber 
is placed in the delivery air-chamber, and the lower part 
of the latter, -which conetitutsB th© lid of the delivery 




e box, is pressed, by means of the box-eonpling T, 
against the upper surface of the pump body, by which 
means, if packing is laid between the two aurfacea, a tight 
joint may be produced. The lift of the BUGtion-Talves U 
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is determined by the sorewB V, introduced tlirough the 
(^linder oovera, whilot the delivery valveB W come in 
Via. 133. contact with the Bhouldera X pro- 

jecting downwards from the air- 
chamber. The water paBses through 
the Buction-pipe Y into the com- 
partment beneath the suction- 
valveB. When the piston is pushed 
forwards, the water rises through 
one of the snotion-Talves, and 
paEseB through a port at the end of 
the cylinder into the latter, and is 
then forced through the port and 
the delivery valves to the delivery 
air-chamber and off through the 
delivery pipe Z. By removing the 
air-chamber, free access to all tlie 
valves may be obtained. 

The usual manner in working 
deep-well pumpB is by meauB of the 
ordinary well rods or spears, but 
Mr. Valentine Morris, of Ipswich, 
has secured a patent by means of 
which he uses a hollow rod, which 
he also uses as the delivery pipe 
or rising main for the pump ; this 
patent is dated January 15th, 
1887. One of his arraugemenls is 
shown in Fig. 133. In the speci- 
fication he states : — " In carrying 
out the improvements according to 
my invention, I employ a barrel, 
or barrels. A, of metal or other 
suitable material, in which a bucket 
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B may work freely, said bucket being packed to allow of 
its fitting the bore of the barrel, A, so as to be air-tight, 
and thus prevent the leakage of water or other fluid during 
,the operation of pumping. 

" A vertical reciprocating motion is imparted to the 
bucket, B, by means of a hollow rod, C, which passes 
upward to the top of the well, pit, mine, or other place 
from which it is desired to raise water or other fluid. To 
the upper end of the hollow rod, C, which is provided 
with a flange, is attached, by screwing or equivalent 
means, a piston, D, open at the top, which works freely 
in a guide-barrel, E, or the hollow rod C may be so 
attached that it passes through said piston, as shown at 
D ; in either case to allow of the water to flow freely. 

" A bridge a is formed upon the piston D, so that an 
ordinary connecting rod F may be jointed, by means of 
which motion is imparted to the piston D, hollow-rod C, 
and bucket B, said motion being derived from manual 
power, through the medium of cranks and gearing, a simple 
crank, or a lever, which may or may not be weighted. 

" Steam or other sources of power may, however, be 
utilised for driving any pumps according to my inven- 
tion, through the intervention of the usual wheels, 
barrels, levers, cams, or the like. 

** 'I'he bucket B, within the working barrel of the pump 
A, is chambered, and the hollow rod C is formed with a 
closed end 6 passing through the top of the bucket into 
the chambered interior, holes or slots c being cut around 
the sides, to allow of the free passage of water or other 
fluid into the hollow rod c. A suitable valve d, with its 
proper seating, is fitted to the lower part of the interior 
of the bucket, the said valve opening inwards, and closing 
when subjected to internal pressure. The base of the 
barrel A is fitted with a similar valve e, serving the 
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purpose of a foot valve, and op^^ning and closing the 
orifice of the upper end of the suction-pipe H. 

" The valves d and e may be of any suitable form or 
material, but I prefer to use ordinal y conical valves; the 
foot valve e having a perforated guard plate /, recessed 
into the flange of the suction-pipe H. In certain cases I 
may dispense with the foot-valve altogether, the barrel A 
being submerged below the level of the water or other 
fluid that is required to be raised, the water or other 
fluid flowing into the working barrel A through slots or 
orifices. The arrangements above described may be 
applied to any of the forms of pumps according to my 
invention, to suit special requirements. 

" In order to clear the hollow rod C of water or other 
fluid after working, or of air during the first stroke of the 
pump, I provide a cock h with a weighted lever t, which 
keeps it closed when tension is not applied to the cord, 
chain, or rod /. 

"In working pumps constructed according to my 
invention, on power being applied to the crank G, or 
lever, or other medium of transmitting reciprocal move- 
ment, the guide piston D, carrying the hollow rod C, is 
caused to move up and down within the guide-barrel E. 
The working piston or bucket B, is also moved up and 
down within the barrel A, by means of its attachment to 
the hollow rod C. This displacement of the bucket 
during the upward movement, allows of a partial vacuum 
being created below it in the barrel A, which causes the 
water or other fluid to flow upward through the suction- 
pipe H, opening the foot- valve e, by reason of the reduced 
pressure upon the upper surface. The barrel having 
become partially filled during the up-stroke, at the com- 
mencement of the down-stroke a pressure is created 
below the piston or bucket, which closes the valve e, and 
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opens the valve d, affording ingress to the water or other 
fluid into the interior of the hollow rod C. This opera- 
tion being repeated by continuous strokes of the bucket, 
the rod C becomes filled and a column of fluid supported 
therein, the added increment of which during each 
successive stroke flows from the open top of the hollow 
rod C, above the guide-piston D, and is conducted away 
by the pipe or by a spout K. 

"It is obvious, therefore, that the act of raising a 
column of water or other fluid within a hollow rod C, 
does not require mechanically the exertion of any greater 
degree of force than if such column of water or other 
fluid were maintained within a long suction-pipe or 
stationary discharge-pipe, as in the case of pumps as 
hitherto ordinarily constructed ; but the greater weight 
of a long hollow rod may in certain cases require a 
counter-balance, which is provided for by reason of the 
descent of one rod and bucket neutralising the weight of 
the opposite ascending rod and bucket of equal weight. 
In other cases I may employ counterweight L, with 
chains or cords passing over suitable pulleys m." 

Now we come to two pumps, improvements upon 
Bramah*s pump, page 25, patented in England in the 
year 1887, by Mr. J. 0. Lundberg, of Sweden. The 
patentee has given them the name "Flap-valve 
Pumps." The first relates partly to a flap-valve pump 
provided with a suction air-chamber surrounding the 
barrel of the pump. This pump is illustrated in 
Figs. 134 and 135. It is arranged as follows: — The 
valve-box or cylinder A, of the pump has, as usual, a lid, 
B, through which passes the shaft C, on whidi the flap- 
valve D is secured. The walls of the cylinder A are 
hollow all round, and the space E thus obtained is con- 
nected below with the suction-nipe F, and serves as a 
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BUotion-cliftmbeT. The circular epaco E communicates 
likewise with, tbe interior of the pump by the ports G 
(Fig. 134), these porta being opened and closed hj means 




of the aaotion-Talve H on both Bides of the pivoted valve 
D. The top valve J, as usual, placed immediately above 
the suction-valves, and the arrangement of the fiap-valve 
and the other valves does not materially differ from that 
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of a common flap-valve pump. The top of the interior of 
the barrel communicates with the delivery pipe K. The 
space E, however, is not partitioned thereby, for, as shown 
in Fig. 135, behind the enlargement on to which the pipe 
K is secured, the space is narrowed to a passage L, thus 
effecting the communication between the two halves of 
the space E. The space E can, however, be divided into 
two parts by filling up the passage L, when two suction 
chambers are obtained, one for each valve. The lid B is, 
as usual, secured fast to the cylinder, packing being laid 
between the surfaces of contact. In the centre of the 
lid is a stufi&ng-box M, through which the shaft C of the 
flap-valve passes. On the box M, and provided with a 
screw-thread, there is a disc N, having wings 0, by which 
it may be turned round. The underside of the disc N, 
when screwed down, rests, with the intervention of pack- 
ing, against a ring P on the front of the lid. Holes are 
so arranged in the lid that one or more of them Q" and 
Q'" extend to the space under the delivery valve J, and 
one or more of them Q' to the space above the said valves. 
When the disc N is screwed outwards from the lid, the 
outer ends of the holes Q', Q", and Q'" will be uncovered, 
whereby the water in the pump is partly enabled to get 
out, and the air partly enabled to get in. In order to 
effect a complete exhaustion of the pump, the flap-valve D 
should be moved to and fro by means of a lever on the 
shaft of the valve, which will facilitate the exit of the 
water on either side of the valve. The air thus enters 
through the small holes Q", and the water flows out 
through the holes Q' and Q'". By this complete exhaus- 
tion the pump will be frost -proof. 

The suction chamber of the pump works in the follow- 
ing manner: — When the pumping begins, there is air in 
the space E, constructed in the walls of the pump 
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cylinder. Part of this air goes up through the suction- 
valves H by the alternate motion of the flap- valve, and 
the water is drawn in through the suction-pipe F. When 
the water has risen up to the ports it is drawn into the 
flap valve-box, while the top of the space E fills more 
and more with water. 

Every time the flap valve is moved towards either side, 
the water is drawn in through the suction-pipe, but when 
it returns in the opposite direction, the water continues 
to ascend through the suction-pipe, in order to fill the 
remainder of the space or chamber E. When the flap- 
valve has returned, and one of the suction-valves is 
opened, the pump acts, on the contrary, by suction on the 
water in the pipe. Thus it is clear that there will occur 
no shocks in the suction-pipe, but that a suction exists 
and acts even in the turning movement of the flap-valve, 
and it will be seen that a pnmp arranged in this manner 
yields more water than a flap-valve pump of the ordinary 
construction, and besides this the suction-pipe may be of 
a smaller diameter, because the water circulates therein 
without interruption. 

The pump represented in Figs. 136 and 137, is prin- 
cipally intended for walled-in ground ; and for driving it, 
a wind motor may be advantageously employed. The 
figures are respectively an elevation and vertical section. 

A is the pump cylinder, to the end of which the 
collection chamber, B, is secured, and from which the 
delivery pipe, C, ascends. The pump has eight valves in 
all, namely, four in each end of the Cylinder. The valves 
F, G, H and J, in the end D, are provided with strength- 
ening flanges, and are placed on the inner side of the 
cylinder end, so that they may open inwards to the pump, 
and they thus become suction-valves. The valves L, M, 
N, and in the cylinder end K, which are opposite the 



AND PRACnCALLY CONSIDERED, 173 

auction-valves and open towarcU the interior apace B, are, 
on the contrary, placed on the outer side of the said end K, 
BO that they open into the space B, and thus they con- 




stitute tl e delivery valves. On the ehaft P, which paeses 
through the pnmp cylinder, the flap valve B is fised. In 
addition to the flap-valve B, the interior of the cylinder is 
divided into two equal parte hy the fixed partition wall S, 
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which fits into a groove in the ends and in the sides of 
the cylinder, and extends close up to the centre of the 
flap-valve. When the flap-valve is moving in either 
direction, water enters the cylinder through two snction- 
valves, and is at the same time forced from the cylinder 
into the space B through two delivery valves. When the 
flap-valve returns in the opposite direction, the water 
enters into and is forced from the pump by the two 
suction and delivery valves situated diagonally opposite 
to the valves just named. By imparting an oscillating 
motion to the flap- valve, the pump will thus have a 
quadruple action as compared with a single-acting pump 
with only one suction and one delivery valve. A 
metallic wire gauze, T, fieustened on a projecting flange on 
the cylinder, and on the centre of the cylinder end D, 
sarrounds the shaft P, and prevents any solid matter from 
getting into the pump. 



s 
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K EM ARKS ON DESIGNING PUMPS, PRACTICALLY 

AND THEORETICALLY. 

It is rather difficult to determine where the practical 
and the theoretical parts in the construction of pumps 
commence and terminate ; they are so woven together, one 
cannot exist without the other. 

After these few remarks, the Author will proceed with 
pointing out the most prominent features to be noted in 
designing a pump. 

All Yalves and ports should be arranged so as to obviate 
the possibility of air lodging at any part. The air always 
rises to the highest point. 

The various sections of the pump should always have, 
as near as possible, the same area, for the reason that 
when the area increases or decreases, the speed of the 
water is likewise affected; consequently a shock occurs 
when currents of water with different speeds meet. This 
cannot conveniently be carried out with horizontal pumps, 
therefore, the ports and passages should be kept the same 
area as the clear area of the seats of the respective 
valves. 

The area of the valve box should be equal to the area 
of the top of the valve plus the area of the valve opening ; 
that is to say, the annular space round the valve should 
be of the same area as the clear area of the valve 
opening. 

All bends should have an easy curve. They are in 
Germany mostly made one-half of an inch larger in 
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diameter than the straight passages, to compensate for 
the additional friction in the bends. 

All passages should be made round, because they create 
less friction and are stronger. 

Sharp comers should always be avoided, except where 
the current of water is desired to be spilt, as in centri- 
fugal pumps with suction admission at each side of the 
casing. 

The top of the suction-valve box should never be above 
the top of the pump barrel. 

The under side of the delivery valve seat should be 
level with, or above, the top of the pump barrel. 

The water should never be allowed to meet a flat 
surface. 

The plunger should not be flat at the end, as usually 
made in England, but made in the shape of a parabola or 
an ellipse. 

The clearance space should be made as small as possible . 
The distance between the two valves and the piston or 
plunger, as the case may be, should be little ; otherwise 
the suction power of the pump will be greatly reduced. 

Covers, for access to the various valves, buckets, pistons, 
and plungers, should always be provided, for easy access 
for repairs or cleaning. 

In vertical pumps, especially when of a large diameter, 
the suction pipe should be of the same diameter as the 
pump barrel, or ram pumps the same diameter as the ram, 
and the delivery pipe not less than half the area of the 
barrel. The larger the pipes the less friction, con- 
sequently less power is required to raise a certain 
quantity of water to a given height. 

The working barrels or pump "trees" (so called 
because originally they were made from logs of trees) 
are mostly formed of cast iron ; wrought-iron pumps are 
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rarely used, except for monntaioODs oonatries, where they 
are to he carried by horses or mulee, in short pieces for 
facility of transit, andultimately 
put together at the mines. In 
some of the Mexican mines cast- 
steel pumpa were introduced to 
save expense of carriage, but, 
not proving a success, were 
replaced by ordinary cast-iron 
pumps. When the water is vety 
corrosiTe, the pump burele for 
ram pumps, and also the 
H -piece, or motion valve-box, 
J, Fig. 138, in which the suction 
valve, E, is fixed, are lined with 
narrow slips of wood. 

The tendency of the cylinder 
or working barrel to become 
oxidised when iron is used as 
the material of construction, 
often constitutes a serious diffi- 
culty, especially in cases where 
the water is charged with aub- 
stanoes capable of determining 
rapid oxidation. In pumps for 
draining minea the working 
barrels and buokets, when made 
of iron, are frequently destroyed 
in a abort time, and of course, 
in such circumstances, a satis- 
factory degree of efficiency ia 
not to be looked for. To remedy 
this defect the cylinders are 
sometimes lined with brass, and 
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though the first cost is considerably enhanced thereby, 
the additional outlay is soon recovered in the higher 
efficiency of the pnmp, while the greater durability of 
the working barrel renders such outlay a real source of 
economy. 

The pumps for direct-acting steam-pumps should be 
made as light as possible, consistent with strength, 
to reduce the carriage and custom-house duty to a 
minimum, the latter being in some countries charged by 
weight. 

The principal thing to look at, from a practical point ot 
Tiew, is the machine work ; all, as &r as possible, should 
be done in a lathe or milling machine, so as to leave as 
little work as possible for the fitter. 

No studs should be used wherever a bolt can be put in, 
as much annoyance, loss of time, and often a great loss of 
money, is caused by a stud breaking, as the old stud 
generally must be drilled out before a new one can be put 
in; bolts are also cheaper. This is most important in 
mine pumps. 

All work that can be done should be done by piecework, 
carefully examined by an impartial and competent fore- 
man, especially the studding of a pump. The Author had 
once great experience with this, and found, in many cases, 
studs put in only two or three threads deep. This can 
easily be detected when studs are screwed at each end 
only, but when the studs are made from bars screwed all 
the way and cut off to lengths when wanted, the work- 
men must be carefully watched. 

All facings should be on as few sides as possible, so as 
to have few settings of the pump on the machine, except 
when machines are at hand where two or more sides can 
be faced at once. 

As regards boring, it is cheaper to have a cover at each 
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end, for then the cutters in the boring head can be set to 
different diameters, and the pump bored by the head 
passing through it only once. 

Uniformity of metal all through the pump, to equalise 
the contraction in cooling, when cast, should be con- 
sidered. 

The valve seats should be above one another; the 
suction valves central with the delivery valve, so that 
they can be bored out at the same setting. 

The cheapest plan is to make the delivery valve and 
seat so much larger than the suction valve and seat that 
it may drop through the former, because one top cover 
will do for both sets of valves. This plan is also more 
convenient, as there is a quick access to both valves in 
case of examination or repairs. 

One suction and one delivery valve for each end of a 
double-acting piston-pump is the cheapest and best for 
the action of the pump, as it prevents eddies, and if the 
valve is properly constructed, guides the flow of water in 
the proper direction. 

Deep-well pump barrels should be placed as near the 
surface of the water in the well as possible ; and in cases 
where the pumps are likely to be flooded, the pump trees 
should reach above the highest water level, and buckets 
and valves arranged to be drawn out from the top. 

When hot liquids have to be raised, the suction should 
be as low as possible, in fact it is best to have the water 
running into the pump, that is, having the tank or cistern 
from which the pump gets its supply placed above the 
level of the pump barreL 

The main features of centrifugal pumps are the vanes 
or blades. The present well-known shapes are the results 
of numerous experiments. The idea was at first to drive 
the water by means of the blades, and the blades were 

N 2 
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made straight and radial. The results were most unsatis- 
factory. A straight blade jplaced at an angle was next 
considered, and, upon experiments, proved greatly superior 
to the straight and radial vanes. The curved vanes were 
next experimented with, with good results ; for whereas the 
duty attained by straight radial vanes was only 24 per 
cent., with straight vanes placed at an angle of 45 degrees 
43 per cent, was attained, which was increased to 65 per 
cent, by means of curve vanes. 

From this it appears very clearly that by leading the 
fluid, an amount of duty is obtained greatly beyond what 
driving would ever attain. The point to consider is 
therefore the form of vanes best suitable for the purpose. 

The shape of the vanes should be arranged to facilitate 
the flow of water, and to leave the impeller vidthont 
shock. 

Mr. David Thompson, in a paper on Centrifugal Pumps, 
read by him before the Institution of Civil Eugineers, 
said : — " It would appear that the general contour of the 
arm may be varied without any material deduction from 
the duty, but the angle which the arm subtends being 
fixed does not admit of much doubt what curvature to 
give them.- 

Some makers form the arms or vanes straight two- 
thirds of their length, then curve them towards the 
periphery in an opposite direction to the line of rotation 
for low and moderate lifts, and vdth the line of rotation 
for high lifts. 

The circumferential end of the vanes should finish at 
an angle of about 20 degrees to the tangent. 

The vanes are generally six in number, and subtend one- 
third to one-fourth the circumference of the impeller. 

The vanes should be made as thin as possible, to avoid 
obstruction to the entering water, thereby preventing the 
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stream from becoming broken and agitated in its passage 
through the impeller. 

The passages through the impeller should be so pro- 
portioned as to gradually increase the velocity of the 
water until it arrives at the circumference, when a 
gradually decreased velocity should take place until it 
enters into the delivery pipe. 

The clear width of each division between the side 
plates of the impeller and the centre plate should be 
equal to one-eighth the diameter of the impeller ; if there 
is no centre plate, the distance between the cheeks should 
be one-fourth the diameter of the impeller at the centre 
opening. The impeller should have its least width at the 
periphery, and become gradually broader until its edges 
intersect the opening in the centre through which the 
water is drawn. 

Mr. David Thompson remarks that the contraction of 
space at the sides of the fan, to give uniform opening 
through the fan, has been tested, and no increase of duty 
given. Looking at it theoretically, it would appear to be 
more correct to enlarge the area of the fan towards the 
circumference before its discharge, and thus be made to 
part with a portion of its vis viva. 

When no centre plate is used, there should be a central 
disc, secured to or cast in one with the centre boss, a little 
larger in diameter than the inlet to the centre of the 
impeller, and the circumference of this disc should be 
brought down to a knife edge. 

All changes in the direction of the flow of the water 
should be gradual. 

All comers should be well rounded, and all curves 
should be as easy as possible. 

All expansions and contractions in passages should be 
made gradually. 
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The case is sometimes made in the shape of an helix, 
commencing at the top and gradually increasing nntil 
it reaches the delivery pipe. 

The delivery or discharge pipe should be placed tangen- 
tially with the casing, to guide the flow of the water 
into it. 

The vertical height of suction should be made very 
little, in fact it is best to have the water running into 
the pump. The greatest depth from which ordinary 
centrifagal pumps can draw water is 25 feet, but in 
practice it should never exceed 15 feet. 

At the point in the suction pipe where it branches off 
to the sides of the casing, the passage should be formed 
into a knife edge, to cause as little obstruction as possible 
to the flow of water. 

At the highest point of the casing a cock or valve 
should be provided for letting out the accumulated air, or 
a oonnection by means of a small hole or passage between 
that point and the rising main. 

An arrangement should be provided on the top of the 
casing for charging the pump and suction-pipe with water 
before starting. 

A cock should- also be provided at the bottom of the 
casing, for emptying the water out of it in frosty weather 
when the pump is stopped. 
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CLASSIFICATION OF PUMPS. 

The term ^^pump'* implies a machine for raising water 
or other liquids or fluids by means of the atmospheric 
pressure. 

Force may be applied to a liquid through the medinm 
of a pump in two modes ; one being to bring the liquid 
upon a piston, working up and down in a cylinder, to the 
upper end of which a pipe may be fixed; the upward 
motion of the piston then raises the water at every 
successive stroke until it eventually reaches the top of the 
cylinder or pipe. Pumps of this kind are called "lift 
pumps," because the liquid is lifted up by the piston or 
bucket to the required height. It is obvious that this 
height is limited only by the strength of the materials and 
the force available. In such a case atmospheric pressure 
is employed to raise the water a portion of the height. 
The part of the pump which is below the bucket is 
called the " suction," and that above it the " lift." 

Another mode of applying force to the fluid by means 
of a pump is to bring the fluid beneath a piston working 
up and down inside a cylinder, the downward movement 
or stroke of the piston forcing the fluid up through a pipe 
provided, or in any other direction that may be required. 
A pump of this description is called a ** force pump," and 
possesses many advantages over the preceding one, which 
will be explained under the proper head. 

There is a third general division of pumps, combining 
the two classes, and called " lift and force pumps." 
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Lift pumps are represented by the ordinary bucket 
pomp, Fig. 139. 

The force pumps an rapreaented by the ram or planger 
pnmp, Pig. 138, page 177. 

The lift and force ptimpe are represented by the piston 
and planger pump, Fig. 140. 
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ACTION OF DIFFERENT TYPES OF PUMPS. 

Single-acting Bucket Pumps. 

A pump in its simplest form, Fig. 139, consists of a 
working barrel, A, into which fits a bucket, B. This 
bucket is fitted with a valve which opens upwards; a 
valve, C, is also fitted at the bottom of the barrel, which 
likewise opens upwards. This latter valve is called the 
"suction" valve, or, perhaps, more commonly, the 
" sucker." 

Now, if the bucket B is raised in the barrel A, by 
means of the handle D, or other mechanical arrange- 
ment, a partial vacuum is formed under it, more or less 
complete according to the perfection of the working, parts 
and tightness of the suction pipe. The valve in the 
bucket is kept shut by the pressure of air above it, while 
the suction valve C will be forced open by the water 
rising into the barrel, the water being forced into the 
space otherwise forming a vacuum under the bucket B, 
by the atmospheric pressure on the exposed surface of the 
water in the well; in other words, by abstracting the 
pressure of air from part of the surface of the water, that 
portion of water under the bucket is forced upwards by 
the pressure on the remaining portion of its surface. 
Supposing the up-stroke of the bucket completed, and the 
space under the bucket filled with water ; on commencing 
the down-stroke the water cannot return through the 
suction-valve C, for it shuts immediately by the weight 
of the water, but the bucket valve will open by the same 
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efifeot. Thus the water will be forced from the nnderside 
to the top side of the bucket. It will be easily nnder- 
stood that the water above the bucket can be lifted to any 
height required ; bnt the height to which the water under 
the bucket can be raised above the natural level of the 
water in the well is limited by the law of nature within 
the range of 30 feet to 32 feet ; that is, if the vacuum 
could be obtained perfect, there could not be more than 
30 feet to 32 feet from the surface of the water in the 
well to the top side of the bucket when it is at the 
highest point of its stroke. A comparison of the relative 
weights of water and air would appear to warrant us 
placing the suction valve of a pump at a greater height 
above the surface of the water in the well or pit than is 
usually adopted in practice, but the imperfection of 
different parts of the pump do not admit of it being 
carried beyond 20 feet to 25 feet ; the Author, however, 
prefers two pipes each 9 feet long, or 18 feet from the 
level of the water in the well to the suction valve, except 
when the stroke of the pump is very long. 

Continuous Flow Bucket Pump. 

Fig. 102. Supposing the buckets to be moving towards 
the left, the centre bucket will suck in the liquid ; at the 
return stroke, the water in front of the bucket D passes 
through it. The three working barrels having thus been 
filled, it will be clearly seen that when the buckets go 
from right to left, the bucket D is sucking, and delivering 
the liquid to the buckets E and F, and that the water is 
compelled to pass through those buckets ; at the return 
stroke the suction water passes through the bucket D, 
and the buckets E and F force the liquid through the 
delivery pipe. 
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Single-acting Piston or Eam Pump. 

Fig. 138. The action of this pump is as follows : — 
When the piston or plunger is raised, the water enters the 
barrel A by means of the suction pipe H and the suction 
valve E, the delivery valve F being held down by the 
pressure of the column of water in the delivery pipe G ; 
on the return stroke, when the plunger is allowed to go 
down, the suction valve £ closes immediately and the 
water in the barrel A is forced through the delivery 
valve F into the rising main G. 

Hollow Eam or Plunger Pump. 

Fig. 16. The action of this pump is thus: — ^At the 
up-stroke of the plunger the water enters through the 
suction valve and fills the space under the plunger ; on 
the down-stroke the water passes through the plunger 
and the delivery valve; therefore it has this great 
superiority over the plunger pump — the water rises in 
the direction it enters the barrel, and is not met by a flat, 
solid plunger, reversing its flow, which reversal causes a 
shock, increases friction, and consequently a diminution 
of the tuseful effect of the machine. 

Bucket and Plunger Pump. 

Fig. 8. Its action is such that when the bucket B 
is raised it sucks a column of water equal to its area, its 
length being the same as the length of the stroke ; at the 
return stroke, when the bucket is travelling downwards, 
the water passes through the valve in the bucket to the 
upper part. The ram or plunger C, being one-half the 
area of the bucket B, leaves an annular space round 
the ram equal to half the area of the entire space of 
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the snction side, therefore it will be found that half the 
quantity of the water is raised into the rising main N, 
through the delivery valve L, the other half portion 
remaining in the working barrel above the bucket ; when 
the bucket again moves upwards, the remaining half of 
the water is then lifted into the delivery pipe N. From 
this it will be seen that half the quantity is delivered at 
the up, and half at the down stroke ; consequently the 
pump is double acting, but delivers only the same 
quantity as a single-acting pump of the same area as the 
bucket, or as a double-acting pump of the same area as 
the ram. 

Piston and Plunger Pump. 

Fig. 140. The action of this pump and the Bucket 
and Plunger type is very similar, as will be seen from the 
following : — The piston B is raised and the water sucked 
through the suction pipe C and the suction valve D into 
the working barrel E ; on the return stroke, when the 
piston travels downwards, the water is forced from the 
barrel up the delivery passage F, through the delivery 
valve G. Now the area of the ram, as in the former case, 
is only one-half the area of the barrel ; the annular space 
round the ram H is also one-half the area of the workins- 
barrel ; one-half of the water sucked at the up-stroke fills 
the annular space above the piston, and the other half is 
forced up the delivery pipe J ; when the piston again 
moves upwards, the remaining half of the water is lifted 
into the delivery pipe J. 

Continuous Flow Bucket and Plunger Pump. 

Fig. 13. The action of this combination of pump will 
be clearly understood when we consider separately the 
action of each class of pump. If the bucket B and the 
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plunger P are raised together, both will suck and fill the 
working barrels with the liquid they are raising ; now 
when they descend, P forces the liquid through the 
bucket B ; the water which was in the bucket barrel will 
also pass through the bucket ; therefore the water out of 
one barrel will be forced into the rising main and the 
other barrel above the bucket ; on the next up-stroke the 
water in it will be lifted into the rising main. From 
this it will be seen that the water is continually flowing 
up through the delivery pipe, hence the pump is called 
continuous or continually flowing pump. 

Oscillating or Flap- Valve Pump. 

Fig. 141. 




Figs. 141 and 142. The action of this pump is as 
follows : — ^When the lever is moved towards the left, the 
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snction valve J will open and fill the right-hand side of 
the cylinder, and the valve D will open and deliver the 



Fio. 142. 




water out of the left-hand side of the cylinder. Now if 
we move the lever towards the right, the snction valve H 
will open and the left-hand side will be filled, the valve 
.E will open and deliver the water from the right-hand 
side. 



CENTRIFUaAL PuMFS. 

Their action may be described thus : — The pump being 
charged with water, the impeller or fan is set in motion at 
a great speed, imparting centrifugal motion to the water 
contained in the impeller, and so driven into the casing 
or body of the pump ; by the partial vacuum thus created 
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in the impeller the water is forced up the suction pipe by 
the pressure of the atmosphere ; the water entering the 
disc receives again a centrifugal motion, and by this 
means a continuous stream is received into and discharged 
from the pump. This fundamental principle applies to 
all centrifugal pumps. 
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ADVANTAGES AND DISADVANTAGES OF 
DIFFEEENT TYPES OF PUMPS. 

Bucket Pumps. 

The advantages of the bucket pump are: the bucket 
fitting the working barrel, there is less body of water 
between the bucket and the suction and delivery or 
bucket valves ; therefore a more perfect vacuum can be 
obtained, and the working barrel is more certain to be 
filled. 

The ^ wet spear " bucket pump takes up less room in 
the pit shaft or well. 

The occurrence of air getting into the pump, does not 
cause the shock which is experienced with the ordinary 
plunger pump, as the air cannot lodge, but rises straight 
up. 

The disadvantages of the bucket pump are as follows : — 
The friction of the bucket against the sides of the work- 
ing-barrel is very great. 

The wear of the leathers round the bucket, which make 
it work water-tight in the barrel, is often rapid, particu- 
larly when aided by the action of water charged with 
sandy and gritty particles, or contaminated by mineral 
solutions which impart a corrosive action. There is no 
certainty as to the length of time leatherings will last ; 
it may be three months or it may be three days. In some 
collieries it is one man's duty to see that there is always 
a reserve bucket ready to be put in, and the bucket 
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changed every day. The expense of changing the bucket 
in a " wet spear " pump is very great, because the rods 
have to be lifted to the top, ofttimes a groat height. In 
some pumps there is a door called *' the bucket door," fitted 
above the working barrel, then, though the spears have 
only to be lifted a little, still the spears have to be released 
and raised. In the " dry spear " pumps, it is only necces- 
Kary to knock off the bottom joint of the rods, and the rod 
and bucket can be drawn and a fresh rod and bucket put 
in its place in a comparatively short time. 

The area of the water-way through the bucket is con- 
tracted, therefore causing a great amount of friction. 

If any leakage should take place between the bucket 
and the barrel, it cannot be detected, and may, therefore, 
continue a considerable time before it is remedied. 

EaM FdMPS. 

The advantages are : — There is less friction in the ram 
working through a stuffing-box, than in the backet 
against the inside of the pump barrel. 

"When the water — generally the case in collieries and 
mines — is impregnated with sand, grit, mud, and other 
foreign matter, the wear and tear of the plunger in hori- 
zontal ram pumps is prevented by the space underneath 
it forming a receptacle for the solid matter, which is not 
the case in the bucket and piston pumps. A cock should 
be provided on the underside of the barrel, that the sand 
or sludge can be blown off at intervals when necessary. 

The cost of repacking the ram or plunger is only nomi- 
nal, but the cup-leathers or other leathering for the pistons 
and buckets are a great expense. 

The ram being packed from the outside, leaks are im- 
mediately detected, and the glands can be tightened in a 
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minute, while the pump is running, and the stuffing-box 
repacked in a very short time; whereas, in a piston pump, 
a leak can be going on for a long time without being 
noticed. 

The ram can be lubricated, and the corroding action of 
of acidulated water greatly reduced. 

The disadvantages are :— The great body of water be- 
tween the suction and delivery valves, consequently less 
perfect vacuum. 

When the valves are placed at the bottom of the 
working barrel, there is a large space for an air-lodge, 
and the reversal of the current of water is very ob- 
jectionable. 

When the delivery clack is fixed at the top of the 
plunger case the air-lodge is dispensed with, and the 
direction of the current of water is not changed. 

With the inwardly-packed ram pumps, as the Worthing- 
ton. Fig. 41, and the hollow ram pumps. Fig. 16, there is 
the same objection as with the bucket and piston pumps, 
namely, a leakage can take place for a considerable time 
without being detected, especially when working against 
heavy pressures. 



Hollow Ram Pumps. 

The advantages of the hollow ram pump are: — ^That 
the water passing straight up, the concussion is greatly 
diminished. 

There is not so bad air-lodge as in the ordinary ram 
pumps. 

When the valve is placed at the bottom of the riatm or 
plunger, there is only a little more clearance spaca than 
in the bucket pumps; therefore, it has a good suction 
power. 
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The disadvantages are: — ^The contracted waterway 
through the delivery valve, as compared with the ordinary 
plunger pump. 

The large clearance space when the valve is placed at 
the top of the plunger, as shown in Fig. 16. 

Bucket and Plunger Pumps. 

The advantages are as follows : — The pump is double- 
acting with only two valves, namely, one suction and 
one delivery. 

The pump being double-acting in its delivery, it 
delivers a more constant stream than the ordinary single- 
acting bucket pump. 

The disadvantages are : — The small area of waterway 
through the bucket, which increases the friction. 

The friction of the working parts is increase by having 
both a bucket and a plunger. 

Increased friction of the water in the suction pipe, on 
account of the pump only sucking once in one revolution 
or double stroke, which makes the speed of the water in 
the suction-pipe double that of an ordinary single-acting 
pump of the same diameter as the ram. The remedy for 
this is to make the suction-pipe twice the area of the pipe 
for single-acting bucket or plunger pumps. 

Piston and Plunger Pumps. 

The advantage of this pump over the bucket and 
plunger pump is a large delivery passage, instead of the 
throttled waterway through the bucket. 

Another advantage is its being double-acting, with only 
two valves. 

The disadvantages are: — The shock produced by the 
piston meeting and reversing the current of water. 

2 
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The great speed of the water in the snctiou pipe and the 
consequently increased friction. 

Double-acting Piston Pumps. 

Advantages : — They take up small space. 

Being double-acting, they give a more unifonn delivery 
than the single-acting pump.s. 

Disadvantages: — ^When the piston packing is worn, 
leakage may go on without being detected. 

The flat piston meeting the flow of the water. 

Usually a great distance or clearance between the 
suction and delivery valves and the piston. 

Continuous Flow Pumps. 

The advantages consist in the continuous flow of the 
liquid into the delivery-pipe, thereby preventing shocks 
in the same. 

Some designs have also the advantage that the water 
in the pun^p is always flowing in the same direction, 
thereby preventing the shocks in the pump itself. 

In other designs there is the disadvantage of using cup- 
leathers when the liquid is mixed with grit, sand, or other 
impurities. 

Centrifugal Pumps. 

The advantages are : — The large body of water which 
they are capable of delivering, as compared with their 
size and prime cost. 

They can deliver sandy, gritty, and muddy water, with- 
out any injury to the machine. 

They are easily fixed, and require very small and inex- 
pensive foundations. 
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The disadvantage is that they cannot raise water to any 
great height. 

In comparing centrifugal pumps with ordinary recipro- 
cating pumps, we find that for lifts above 20 feet the 
results are in favour of reciprocating pumps ; under 20 feet, 
the ^wo classes of pumps are equal ; but for lifts of 4 feet 
to 5 feet, centrifugal pumps have a most decided ad- 
vantage. 

Submerged centrifugal pumps require no foot-valve ; where 
impure water is pumped this is a great consideration. 

They do not require charging with water before start- 
ing. 

They are, however, difficult to clean and repair, having 
to be lifted out of the pump-well if the water is not let 
away from it. 

Centrifugal pumps with horizontal spindles above the level 
of the water require little foundation work. 

They are easily moved. 

They can be fitted on a trolly, and the suction pipe 
furnished with an universal joint, that it can be raised 
and lowered at will. 

All parts are easy of access for cleaning and repairs. 

They must always be charged with water before they 
will commence sucking, however, and require a foot-valve 
on the suction pipe, to retain the water when the pump is 
standing, which valve is detrimental when gritty, dirty, 
or sandy water is raised. 

This latter objection can, however, be obviated in per- 
manent pumping stations, by fixing the pump in a cham- 
ber so much below the level of the suction water that the 
water runs into the casing; by that means there is no 
necessity for a foot-valve, and the casing, being always 
full of water, requires no priming; it is advisable in such 
cases to have a sluice-valve or stop-cook on both the 
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delivery and snotion pipes, which can be cloeed when 
repairs or cleaning are required. 

The most advantageous application of oentrifngal 
pumps being where the lift required is both moderate in 
its maximum amount and variable, as when pumping 
against tidal water or discharging graving docks. In both 
oases the lift is very small, and varies irregularly to its 
maximum. Under such circumstances a centrifugal pump 
possesses peculiar advantages, for it keeps working at its 
ordinary speed ; and with the employment of a nearly con- 
stant amount of motive power, it has a faculty of adapt- 
ing itself to the varying lift. 
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GENERAL REMARKS ON PUMPS. 

Change of direction in the flow of the water Bhonld be 
avoided as much as possible. After a current of water 
has received an impulse, it is necessary that the motion 
imparted should be continued with an uniform velocity 
throughout its whole course ; any change in that velocity 
will cause considerable loss in power, by overcoming the 
inertia. The motion of a crank moving in a circle with 
uniform speed is therefore an imperfect machine for moving 
a pump piston, because the motion which it imparts changes 
at every point of its course. The pump piston stroke 
should change suddenly, and its velocity remain uniform. 
If any irregularity in the motion of a pump piston is 
advantageous, it is the reverse with the motion of a crank. 

Where long suction pipes are necessary, the direct-act- 
ing pump motion is by far the best, because the speed of 
the water is constant through the entire length of the 
stroke, being proportionate to the movement of the motive 
power, which is not the case with crank-motion, where 
the speed of water in the pipe continually changes. In 
the middle of the stroke, when it should be least, it is 
above three times as great as the average speed. The 
best motion for a pump piston being thus : it should com- 
mence suddenly, which causes all the delivery valves to 
close instantly, the piston then should move at a uniform 
steady speed and finish gradually with a slight pause at 
the end of the stroke ; this latter retardation allowing 
the pump valves to fall gradually, and when the sudden 
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commencement of the stroke occurs, the valves are nearly 
down on their seatt^. 

In calculating the size of pipes for a pump worked by 
a crank, the quantity must not be taken from the mean 
quantity discharged, but from the maximum quantity. 
If an efficient air-vessel is put on the delivery pipe, and a 
vacuum vessel near the pump on the suction pipe, the 
variation is not so great ; but still it is best to be on the 
safe side and calculate from the maximum speed. The 
greatest speed during a stroke occurs when the piston is 
in the middle of its stroke — that is, when the crank is at 
the top or bottom, in horizontal pumps ; at these points 
the speed of the piston is equal to the speed of the crank 
pin, which is found by multiplying the length of the 
stroke in inches by 3* 14. This gives the distance the 
crank pin travels in one revolution ; multiplying this by 
the number of revolutions per minute and divide the 
product by 12, the result being the speed in feet of the 
piston in the middle of the stroke. 

The late Mr. Thomas Box gives, in his valuable book 
on * Hydraulics,' published by Messrs. E. and F. N. Spon, 
the following interesting table, showing the variation in the 
velocity in different kinds of pumps without air-vessels : — 



One single-acting pump, 
worked by a crank . . 

Two ditto 

One double-acting pump 

Three-throw single- acting . . 

Four single-acting, or two 
double-acting 



Mazimum. 


Mean. 


Minimum. 


314-16 


100 


000 


222 00 


100 


000 


157-08 


100 


000 


104-76 


100 


90-69 


111-00 


100 


78-79 



per cent. 

314-16 

222-00 

157 08 

14-07 

32-21 



AND PRACTICALLY CONSIDERED. 201 

This table clearly proves that the ordinary treble 
barrel pumps have the most uniform delivery, the maxi- 
mum velocity being under 5 per cent, in excess of the 
mean ; an air-vessel is hardly necessary for these pumps. 



Pump Valves. 

The most important parts of a pump are its valves ; let 
the design be good in all other respects, the performance 
of the pump will be seriously affected if the valves are of 
an unsuitable type, or bad in workmanship and design. 
A large portion of the power lost in a pump is greatly 
due to these defects ; it is therefore very important that 
great care should be taken in designing to obviate them, 
and a careful choice made of the class of valves that are 
most suitable for the work to be done. 

The duty of a valve is twofold: — Firstly, it should 
afford an unobstructed passage for the water in one direc- 
tion; Secondly, it should close the passage entirely, and 
prevent the return in the contrary direction. For a valve 
to fulfil the first condition, it must not contract the area 
of its waterway, or in any way obstruct the flow of the 
water ; it must move with the same velocity as the water, 
and it must be of the same weight as the water it displaces, 
so as not to cause any resistance to the ascending water. 
To fulfil the second condition it must be heavy enough to 
close by its own weight before the pump commences the 
return stroke, so as to prevent the valve from banging ; 
and it must have very little lift, in order to produce the 
least amount of " slip." 

It would be useless to advocate the universal adoption 
of one particular class, as the conditions under which they 
are employed are so numerous that a single type would 
fail to fulfil all the requirements. 
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The number of different valves are legion, the writer 
will give only a few samples of the best and most 
oommonly used. 

The oldest valve is probably the metal clack valve, as 
it is mentioned and illustrated in Hero's work on 

Fig. 143. 





Jff 



•* Pnenmatics." The illustrations Figs. 143 and 144, and 
the description are taken from that book : — 

" A valve for a pump. The following is the construc- 
tion of the valve referred to. Take two rectangular 
plates of bronze of the thickness of a carpenter's rule, and 
measuring about one finger's breadth (y^^ of an inch) on 
each side. When these have been accurately fitted to 



AND PRACTICALLY CONSIDERED. 203 

eacli other, polish their surfaces so that neither air nor 
liquid may pass between them. Let ABCD, EFGH 
(Figs. 143 and 144) be the plates, and in the centre of one 
of them ABCD, bore a circular hole about J of a finger's 
breadth (J of an inch) in diameter. Then applying the 
sides C D to E F, let the plates be attached by means of 
hinges, so that the polished surfaces may come together. 
When the valve is to be used, fasten the plate ABCD 
over the aperture, and any air or liquid forced through 
will be efifectually confined. For by the pressure exerted 
the hinges move, and the plate EFGH opens readily to 
admit the air or liquid ; which when inclosed in the air- 
tight vessel, presses on the plate EFGH, and closes the 
aperture through which the air was forced in." 

From the same book it appears that the spindle valve 
was also known to Hero, for he says : — " In the cylinder 
bases pierce circular apertures, covered with polished 
hemispherical cups, through which insert spindles soldered 
to, or in some way connected with, the bases of the 
cylinders, and provided with shouldera at the extremities 
that the cups may not be forced off the spindles." 

The most common is the clack valve, which consists of 
a piece of leather or canvas, covering an orifice and held 
down at one edge, which forms a hinge ; the leather is at 
the centre covered top and bottom by metal plates, to 
make it rigid, and to add weight, so as to enable the valve 
to close. 

There are two classes of pump valves : one consists of 
mechanically-moved valves, the other of automatically- 
moved valves. 

The first class consists of either ordinary slide valves, 
as illustrated in Fig. 28, or piston valves, as illustrated 
in Fig. 98; they are seldom used except for semi-fluids, 
such as tar, treacle, &c. 
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The oUieT olasa is bo uniaeToiis that it would take a 
whole volume to give anything like a complete deaorip- 
tion of them. The atithor mnst therefore confine himself 
to a few of the most common types. 



The ordinary daok valve is shown in Figs. 145 and 146, 
and cousista of a cast-iron, wronght-iron, or gun-metal 




plate, provided with a hinge pin, working in two forks 
provided on ihe seat ; the valve is fa^3ed with leather, 
canvas, indiarubber, gutta-percha, or vulcanised fibre ; 
the facingmaterialbeingsecuredby means of a plate and 
screws or rivets, the former being preferable, as when the 
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leather is worn out the nut can be unscrewed in a few 
minutes and a new facing put on. 

FiQ. 146. 




Mitre Valves. 

There are numerous designs of this type ; one is illus- 
trated in Fig. 147. It consists of a gun-metal plate 

Fig. 147. 




furnished on its underside with three or more wings or 
guides (according to the size of the valve), turned to fit 
the gun-metal seat. 

Fig. 148 illustrates, in the Author's opinion, the best 
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valves of this type, beoanse the conical shape of the valve 
guides the water into the proper direction, and causes the 
least contraction of the fluid vein. 



Fig. 148. 





Annular King Valves. 

Fig. 149. 




The valve illustrated in Figs. 149 and 150 is called 
annular ring valve, because it consists of a ring having 
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beats both at the centre and round the periphery, and 
delivers the water both through the centre and round 
the periphery ; it is guided on the centre spindle. 



Fig. 150. 
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EEMARKS ON DESIGNING PUMP VALVES. 

The lift of the valves should be of such height as to 
give a full and clear passage for the water to flow 
through. The area of the valve opening in inches, 
divided by its circumference in inches, equals the height 
of the lift required for the valve, which equals one-fourth 
the diameter of the valve. This is for valves that lift 
perpendicularly, as in Figs. 147 and 148. But in clack or 
flap valves, as in Figs. 145 and 146, which are hinged, tlie 
lift should be taken at the centre, to give the opening 
required ; in no case should the angle be greater than 
60 degrees, because the distance to travel is so great that a 
quantity of water will have time to " slip " back into the 
suction-pipe before the valve closes the passage. As a 
rule, the valves ought to be made larger in diameter and 
given low lift, by that means diminishing the quantity of 
*' slip," as this loss of water is technically named. Most 
horizontal pump makers have the suction-pipe one-third 
the area of the pump barrel or ram, and the delivery one- 
fourth. Others make the suction one-half and the 
delivery one-third of the area. 

Whenever large metal valves are employed they should 
be made to beat or fall — not upon seats of iron, brass, or 
hard metal, but upon faced rings of hard wood, let into 
the part which would otherwise form the seat for the 
valve. By this means the blow is rendered softer, and 
less likely to fracture or otherwise injure the valve and 
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seat. Sometimes a soft metallic alloy of lead and tin is 
used for tlie facing instead of wood. But wood has tlie 
additional advantage of preyenting any galvanio action 
between the faces of the valve and valve seat, which, with 
saline water, has been found to do mischief. Metal 
valves, however, succeed better in waterworks than in 
collieries and mines, where the bad quality of the water 
is generally an obstacle to their use. Leather valves, or 
valves faced with leather, are generally preferred by pit- 
men, because they are less liable to slip or to stick open. 
The valve shown in Fig. 150 shows a valve at the Wolver- 
hampton waterworks. It is of the annular ring type, 
rising on a centre spindle ; made of cast-iron, galvanised, 
beating on wooden faces. Originally they beat upon a 
mixture of lead and tin, but they soon became loose in 
their seatings and leaked ; oak was then tried, but the 
acid corroded the cast-iron ; these beats were taken out ; 
lancewood, boxwood, and beech were also tried, but 
nothing answered as well as holly, which was put in in 
the year 1856. Since then it has been found that lignum 
vitse is the best kind of wood for the beats. Mr. Henry 
Davey, of Leeds, made the bottom beats of gun-metal, and 
the top ones of hippopotamus hide. The leather beat is 
secured against damage by grit by being placed on the 
top instead of the bottom. At present he uses the best 
quality of specially prepared cow hide. 

When leather or indiarubber is used for valves, all 
comers of contact should be carefully rounded off, or else 
the material will be soon cut. 

At Clay Cross Colliery, near Chesterfield, clacks faced 
with leather were used and only lasted forty days. Their 
late engineer, Mr. William Howe, the original inventor of 
the so-called Stevenson's link motion, tried gutta-percha, 
this lasted 150 days; at last he tried vulcanised fibre, 

p 
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which lasted 171 days. This proves conclusively the 
superiority of the fibre for that purpose and quality of 
water. 

All ribs and wings should be placed at such an angle 
that when the valves lift it will partially rotate, and by 
so doing the same part of the valve and seat will not come 
together at two consecutive beats. The valve faces will, 
therefore, last much longer. 

Arrangements of buffers and closing springs of india- 
rubber, are illustrated in Figs. 151, 152, 153, and 154. 
Fig. 151 consists of indiarubber washers, but they were 
not elastic enough, so round iron rings were put between 



Fig. 151. 



Fig. 152. 




V//////. 




y////A 





the washers, as shown in Fig. 152, but the rings cut the 
rubber. The arrangement illustrated in Fig. 153 was 
tried, it consisted of round indiarubber rings and flat 
plates. In this case the plates were too small in diameter ; 
the rings worked over the platf^s. Now the plates are 
made of cast-iron or gun-metal with a bead round the 
edge, as shown in Fig. 154 ; these work admirably. 
In 1873 Mr., S. Holman patented the application of 
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indiambber tTibnlar bnffers to auepeuded valTea for 
rapidly olosing the valves. TheaearraDgementaof spriiigB 
prevent the valves from knookmg the top when lifting, 




and the eeaib whe.i closing, or rednoe it to a i 

Steel and brass springs are also used for different kinds oi 

liquids. 

Fia. 155. Fio. 15S. 




^^ 



The nsnal way in -whioh bnoteth are made for horizontal 
bncket pumps is illnstrated in Pig. 165, but a bettor plan 
is illuatratod in Fig. 156, in which the guard B is mado 
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to slide on the rod C, making the gnard very flat, so that 
the indiarubber is prevented from bending too far ; but to 
compensate for that, and to allow the rubber to part from 
its seat a distance great enough to give free passage for 
the water, the guard slides, and is kept to its work by- 
means of the three indiarubber rings D, and the two 
plates E. A is the indiarubber disc. 

Pump valves should be made of cast-iron, leather, and 
gun-metal for water; cast-iron, cast malleable iron or 
wrought iron for ammoniacal liquor and tar ; gun-metal 
for weak acids, malt liquor and treacle; for hot water 
gun metal, or specially prepared indiarubber ; for strong 
acids, antimony. 



Spears and Well-rods. 

The spears and well-rods are made of wood, solid 
wrought-iron, and wrought-iron or steel tubes. 

The wood spears should be made of perfectly sound 
Memel timber, free from defects or knots, and of the 
greatest length possible, the lengths varying from 10 to 
15 yards ; but, whatever the length may be, all the rods 
should be exactly of the same length, so that a spare rod 
will fit any place. The safe load for the rods is 5 cwts. 
per square inch, but as the weight required on the spear 
usually is very great, a much larger margin is consequently 
given. 

The length of the spears should be carefully half-lapped 
and held firmly together at the joints by strong wrought- 
iron plates,technically called "strapping-plates," bolted 
through the timbers by strong bolts. 

The bolts for small wood spears are usually made cup- 
headed and have square nuts; for large spears square 
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heads and nuts. The holes in the strapping-plates should 
be square, and the bolts square under the heads. 

Sometimes cast-iron strapping-plates are used, where 
weight is required, instead of wrought-iron ; for this 
purpose the plates are arranged so that the bolts pass 
outside the timber, the rod thus retaining its strength 
throughout. 

Ofttimes in practice two wrought-iron plates are used ; 
this is decidedly bad, for it only ensures rigidity one way. 
The best method is to have one plate on each side of the 
rod, although it weakens the rod by the cross-holes for 
the bolts ; but as the rods usually are much larger than 
is necessary, it need not be taken into consideration. 

The spear rods are usually at intervals guided by 
frames or cross-pieces secured to the sides of the pit shaft ; 
sometimes cast-iron guides are used; in either case the 
spears, wh«re they pass through the guides, should be 
cased by hard wood, well greased, to prevent the wear 
caused by friction. 

In mines and coal-pits the water is usually raised in 
stages — that is, a pump, generally of the bucket-type, is 
fixed at the bottom, thus delivering the water to a tank or 
cistern, made of wood or iron, in which a plunger pump 
is fixed, drawing or sucking the water from the tank ; 
this forces the water between 40 to 50 yards into another 
tank, and so on to the top of the pit or shaft. 

Originally there was a long spear of wood from each 
pump, reaching to the top, where they were joined into 
one main rod ; but now there is only one main rod used, 
to which all the plunger poles and the bucket rod are 
secured by " set-offs." 

The deep well pump rods are made of solid wrought- 
iron, as a rule, and the part which is in contact with the 
water is made of gun-metaL Miint^ metal, or copper. 
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Hollow tabes of wroaght-iron have been introduced 
daring the last few years, the aathor believes that they 
were originally ased in America. They are frequently 
osed in the colonies on account of their lightness. 

In some cases the hollow tabe is ased as the rising 
main, in which case it is made of cast-iron or wroaght- 
iroD, according to the size of the pump; the latter is 
preferable. This arrangement is illustrated in Fig. 133, 
and fully described on page 166. 

The different arrangements of wooden spears are 
obviously very expensive and cumbersome, taking up a 
very large space in the pit shaft. Many plans have been 
devised and tried to do away with them, having more or 
less merit, and all of them open to objections. 

One plan is to have the engine and boiler underground, 
simply having the delivery pipe from the pump carried up 
the shaft. The objections to this system are : that, in the 
case of metalliferous mines the coal has to be taken down 
the shaft into the workings, and utter failure may result 
at a most critical time, as for instance, when a great and 
sudden influx of water or an outburst of gas occurs and 
the men are driven out of the mine or pit. 

Another plan, which is now very frequently adopted, is 
to place the boiler at the top of the shaft and the pump- 
ing engine underground. This system is not without its 
faults. There being, of course, only two pipes in the shaft, 
the size of the shaft can, when new shafts are sunk, be 
made of a less size, consequently reducing the first cost 
materially ; these pipes being one for steam and one the 
rising main from the pump to the surface of the pit top or 
an adit. The objections are the reduction of the steam 
pressure through condensation of the steam in the pipes 
going down the shaft ; also the heat from the steam pipes, 
which in small workings becomes very great. This 
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system is of course also open to the objection that the 
steam engine cannot work very economically under water 
in case of a sudden inburst of water. 

To prevent this latter objection, hydraulic engines have 
been fixed at the bottom of the working, and a steam 
engine placed a distance, say 50 to 100 feet, from the 
bot^.om of the shaft. 

Another system, invented and patented in the year 1872 
by Mr. G. G. Andr^e, was introduced as a substitute for 
the rods, and from experiments have proved successful. 
It consists in transmitting the force developed by the 
wjbter at surface to the pumps at the bottom of the mine 
through columns of water. There is, of course, nothing 
i^ew in the principle of this system. The perfect manner 
in which force may be transmitted through pipes filled 
with water has been demonstrated by the well-known 
hydraulic machinery, which owes its origin to the inven- 
tive genius of Mr. Joseph Bramah and Sir William 
Armstrong, in which the employment of a column of 
water constitutes an essential feature. 

Mr. Andree's system consists of two pipes filled with 
water going side by side down the shaft or well, connected 
at the top by a motor-cylinder. When the piston in the 
latter is moved one way water-pressure is conveyed down 
one pipe, in the opposite direction down the other pipe. 
Or one pipe may be connected to its motor cylinder, the 
pistons on the latter being worked in opposite directions. 
Underground the two pipes are connected to a pump 
having two pistons. 

A great difficulty was at first found to exist in this 
system, namely, to keep the pressure pipes quite full of 
water, and also to preserve an equality in each of the 
pressure cylinders ; this difficulty has been overcome by 
having the motor cylinder in constant communication 
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with a reservoir cylinder throagh a pipe. The pipes are 
provided with valves or cocks, worked by hand, for the 
parpose of cutting off the commnnication when necessary. 
A ram or piston works in the reservoir-cylinder through 
a stnffing-box, and is loaded to the proper pressure per 
square inch which has been found requisite to work 
the pump, the weight being suspended from a cross-head 
by rods. As the water in the motor-cylinder is in 
constant communication with that in the reservoir, any 
leakage that may oocur in the pressure-pipe or the pumps 
is instantly replaced. Consequently the pipes must be 
always fall ; and as no inequalities can possibly occur, the 
rams in the cylinders cannot be displaced. 

Several improvements on this system have been intro- 
duced into this counhy within the last few years, by 
Mr. Balf Moore, of Glasgow, being the inventions of 
Mr. Joseph Moore, of San Francisco. 

The pump rods for direct-acting steam pumps are 
usually made of mild piston-rod steel, but when the pump 
is used *for raising salt water, treacle, and malt liquor, 
they are made of Muntz metal, gun-metal, or phosphor 
bronze ; the latter is also frequently used for direct-acting 
mine pumps, and in many cases, as at Whamcliffe 
Colliery, near Shefl&eld, the water is so bad that even 
the phosphor bronze is corroded away in a very short 
time. 

For direct-acting steam pumps used for pumping 
treacle or other thick f uids, the distance between the 
steam and pump cylinders shoxdd be such that the part of 
the rod that enters the pump cylinder shall never enter 
the steam cylinder. 
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Air-vessels. 

The air-vessel is a chamber of cast-iron, wrought-iron, 
steel, or copper, provided to maintain a constant flow, to 
increase the efficiency of a pump. A single-acting pump, 
for instance, loses power in consequence of the piston 
having to set the superincumbent column of water in 
motion at each stroke. A double-acting pump is in this 
respect similar to a single-acting pump, but in a three-throw 
pump the flow is continuous ; so also are the continuous 
flow and properly constructed duplex pumps, where, for 
this purpose at least, an air-vessel is superfluous. 

A more important use of a reservoir of air is to relieve 
the pressure, and so prevent shocks. The air-vessel 
possesses the serious defect of requiring, in some cases 
constant, in others frequent replenishing, in consequence 
of absorption of the air by the water. The rapidity with 
which the air is exhausted in the vessel depends on the 
pressure to which it is subjected ; the greater the pressure 
the sooner the air is absorbed. In consequence, an air- 
vessel cannot be applied at all when the pressure is very 
great, as in the case of high lifts in collieries and mines, 
or for working hydraulic machinery ; in the latter case the 
accumulator and treble-barrel or duplex pumps are the 
remedies. 

In America the absorption of air is prevented by having 
a closed rubber bag filled with air, which will have all the 
elasticity of the air space, without being liable to lose its 
cushion power. This arrangement was patented in 
England, in the year 1861, by Messrs. M. and E. M. 
Merryweather. 

A good apparatus for supplying air to the vessel was 
patented by Messrs. Wipperman and Lewis ; it consists of 
a cylindrical vessel, which has no working parts, the water 
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itself formiDg the piston ; at the bottom of the chamber is 
a small pipe, fitted with a regiilating cock, which is 
attached to the pump valve-box, immediately below the 
delivery valve ; at the top of the vessel is fitted a small 
gun-metal valve-box, fitted with inlet and outlet air 
valves, and from this a delivery pipe communicates 
directly to the air-vessel. The action of the apparatus is 
as follows, viz. : — when the main pump draws its water it 
will partly empty the vessel, the amount being indicated 
by a gauge and regulated to a nicety by the cock ; on the 
return stroke of the plunger pump, the whole of the air 
drawn into the vessel is sure to be delivered into the air- 
vessel, because the pressure in the main pump when 
delivering is in all cases greater than on the suction side. 

Another apparatus for charging large air-vessels with 
air is used at Exeter waterworks. In this case the air- 
vessel is divided into two parts horizontally by a 
diaphragm. The bottom part is furnished with a blow- 
off cock, A pipe fitted with a wheel-valve is famished, 
putting the bottom part of the top chamber in communi- 
cation with the bottom part of the bottom chamber. 
Another pipe forms a connection between the top part of 
the upper chamber and the top part of the lower chamber. 
This latter pipe is furnished with a wheel-valve for 
closing the communication between the two chambers, 
and below the valve is fixed, in the same pipe, a small 
valve communicating with the open air. 

To charge the vessel with air, proceed in the following 
manner : — 

Open the small valve communicating with the open air 
and the blow-off cock at the bottom chamber, to empty it 
of water and fill it with air. 

Close the air cock and the blow-off cock. 

Open the valve which is fitted in the pipe communi- 
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cation between the bottom of the top chamber and the 
bottom of the lower chamber, which causes the water to 
enter the bottom chamber from the top chamber. 

Then open the valve on the pipe communicating 
between the top of the top chamber and the top of the 
lower chamber, which allow the air in the lower chamber 
to rise into the top of the upper chamber. This being 
effected, close all the cocks. 

There are several distinct types of air-vessels. 

One consists of a large cylinder contracted at each end 
to the diameter of the rising main or delivery pipe, and 
having a pipe inserted for the delivery of the water. 
This pipe is brought nearly to the bottom of the chamber, 
leaving an annular space in which the air is compressed ; 
this pipe is named the " dip " pipe. This plan is not to 
be advocated, because the air, rising in the most direct 
way, allows very little of it to rise into the annular space. 
When the dip-pipe arrangement is used, the delivery from 
the pump ought to be admitted about half-way up the 
vessel — not at the bottom, which is the usual practice. 

Another type of air-vessel usually fitted to direct-acting 
steam pumps and pumping engines, consists of a large 
pipe with a semi-circular top ; the bottom is contracted, 
and provided with the inlet and outlet branches. 

A third type consists of a large dished or hemispherical 
topped vessel, provided with a branch at the bottom and 
another on the side, or one on each side near the bottom. 
These air-vessels are generally made completely of cast- 
iron. Sometimes the base or bottom part is of cast-iron 
and the, vessel proper of wrought iron or steel plates, 
riveted or welded together in the seams. 

In some instances the air-vessel is made double— the 
lower part serving as a suction or vacuum vessel, con- 
nected by a branch to the suction-pi^^ ; the upper part 
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forms the delivery, or air-yessel proper. This is a very 
oonvenient arrangement when space is limited. 

Elastic air-vessels are frequently used in Germany and 
France: of these there are three types, one consisting 
simply of an indiarubber tube, secnred to the delivery 
branch on the pump and the delivery pipe or rising main 
by brass couplings. 

Another consists of two pipes, one having one end 
blocked up and sliding inside the other. Both cylinders 
are provided with strong rugs, over which are stretched 
indiarubber rings or bands strong enough to resist the 
greatest water pressure against which the pump has to 
work. 

The last of this class of air-vessels consists of an india- 
rubber balloon, working against a shield, which latter 
determines the expansion of the air vesseL 

Pipes. 

Pipes are a very important item in a pumping plant 
and very frequently a very serious outlay, and ought, 
therefore, to receive a great share of attention. 

The ancients, as far as we know, used very few pipes, 
they generally made cxdverts of brick or cement. They 
sometimes used lead pipes, but of a very small diameter 
only, because on account of the imperfect manner in 
which they were made, they could not resist any great 
strain. These pipes were made of long strips bent 
cylindrical and joined at the edges. 

As we have previously seen, on page 7, the pipes for 
the first London waterworks were made of lead. 

At Bethlehem Waterworks, in America, they were made 
of hemlock logs bored out. In 1762 the force mains were 
of gum wood, and the distributing pipes of pitch-pine — the 
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latter had to be renewed in 1769. In 1786 lead pipes 
were substituted for the gum- wood force mains and most 
distributing pipes. The last pitch-pine pipes were 
abandoned in 1791. In 1874 the wooden conduit from 
the spring to the pump house was replaced by an 18-inch 
iron pipe. It was not until about 1810 cast-iron pipes 
were introduced in America. 

In Cornwall we find them busy making wood wind- 
bores for their pumps in 1798. 

Now of course cast-iron is mostly used for large pipes, 
and wrought-iron and lead for smaller pipes, although a 
short time ago, an American firm obtained a large order 
for large pipes made of strips of wood, on account of the 
lightness, they being required for transportation. 

The usual manner in which the large wrought-iron 
pipes are made is to have a straight longitudinal riveted 
joint or seam, but an American firm (the '^Abendroth 
and Eoot Manufacturing Company," New York) make 
wrought-iron pipes with the seam spiral, by that means 
strengthening the pipe. 

To prevent corrosion in the pump « trees " and rising 
main in Cornwall, they are made larger in diameter and 
lined with staves of wood fitted with great care, otherwise 
the cast-iron pipes will soon be eaten away by the corro- 
sive action of the acid contained in the water. The 
staves are put round the interior of the pipe, a narrow 
space being left between the first and the last stave ; into 
this space are driven two wedge-shaped pieces, one driven 
in from each end of the pipe. 

A good plan to prevent corrosion is to heat the pipe by 
steam, then coating it with melted pitch, both inside and 
outside. 

Another method is to use Dr. Angus Smith's process, 
which is as follows: — The pipe must be thoroughly 
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cleaned from moald, sand, and rust, heated to about 
700 degrees Fahr^ then dipped vertically into a mixture 
of coal tar, pitch, linseed oil (5 to 6 per cent), and roein, 
heated to abont 300 degrees Fahr., and allowed to remain 
nntil the iron acquires the temperature of 300 degrees 
Fahr., when they are gradually withdrawn and allowed 
to cool in a vertical position. 

To prove what effect corrosion in pipes has upon the 
friction of the water, it is stated, in " Spon's Dictionary of 
Engineering," that Darcy's experiments showed that the 
effect of corrosion was to double the friction, consequently 
it will be necessary in the case of corroded pipes to 
double the head due to friction found by formulas. A 
case is recorded as having occurred at Torquay, where a 
main about 14 miles long, composed ot 14267 yards of 
10-inch, 10086 yards of 9-inch, and 172 yards of 8-inoh 
pipe, delivered only 317 gallons a minute with 465 feet 
head. An ingenious scraper, worked by the pressure of 
the water, was passed several times through the pipes, 
the result being a discharge of 634 gallons. 

Besides the loss of power by friction, there is the loss 
by change of direction, through elbows and bends. The 
less the angle and the larger the radius, the less loss of 
power. 

To the head due to friction and to the resistance offered 
by bends must be added the head due to the velocity of 
entry. In long mains this quantity is so small a propor- 
tion of that due to friction that it may be neglected 
without sensible error ; but in short pipes it may be much 
greater than the head due to friction, and, therefore, in 
such cases it cannot, of course, be neglected* 
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Crown 8vo ... ... ... ... 40 

INDUSTRIAL CHEMISTRY AND 
MANUFACTURES. 



Bater, C. H. Brewing Calculations, Gauging & 

Tabulation. 64mo, roan, gilt edges ... 16 

Bayley, T. A Pocket Book for Chemists, 
Chemical Manufacturers, Metallurgists, Dyers, 
Distillers, etc. Seventh edition, Royal 32mo, 
roan, gilt edges ... ... ... 5 o 

A Pocket Book for Pharmacists, Medical 

Practitioners, Students, etc. Royal 

32mo, roan, gilt edges ... ... 5 o 

Brooks, C. P. Cotton Manufacturing. Crown 

8vo, cloth ... ... ... net 2 6 

Brooks, C. p. Weaving Calculations. Crown 

8vo, cloth . . ... ... ... 26 

Burns, W. Illuminating and Heating Gas. A 
Manual of Manufacture of Gas from Tar, Oil 
etc., etc. Crown 8vo ... ... ... 50 

Carpenter, W. L., & Leask, H. A Treatise 

on the Manufacture of Soap and Candles, 
Lubricants and Glycerine. Second edition, 
crown 8vo ... ... ... ... 126 

Cross, C. F., & Bevan, E. J. A Text Book of 

Paper Making. Second edition, crown 8vo 12 6 
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Deerr, N. Sugar House Notes and Tables. 

8vo ... * ... ... net lo 6 

Dubelle, G. H. The **noii plus ultra** Soda 
Fountain Requisites of Modern Times. A 
Practical Receipt Book for Druggists, 
Chemists, etc. Crown 8vo ... net 46 

Foster, J. Treatise on the Evaporation of 
Saccharine, Chemical & other Liquids by the 
Multiple System in Vacuum and Open Air. 
Second edition, 8vo ... ... ...iio 

Graham, D. A. A Treatise on the Comparative 
Commercial Values of Gas Coals and Cannels. 

oVO ... ... ... ... 4 ^ 

Graham, M. Practical Hints on the Working 
and Construction of Regenerator Furnaces, 
fcap. 8vo., leather ... ... ... 30 

Hansen, E. C. Practical Studies in Fermen- 
tation, translated from the German by A. K. 
M11.1.KR. Ph. D. 8vo ... ... ... 12 6 

Hanssen, C. J. T. Reform in Chemical and 

Physical Calculations. Demy 4to net 6 6 

Hodgetts, E. A. B. Liquid Fuel for Mechanical 

and Industrial Purposes. 8vo ... ... 50 

Hornby, J. The Gas Engineer's Laboratory 

Handbook. Crown 8vo ... ... 60 

Ingle, H. & H. The Chemistry of Fire and Fire 

Prevention. Crown 8vo ... ... 90 

Lee, D. Manual for Gas Engineering Students. 

i8mo ... ... ... ... 10 

Lovibond, T. W. Brewing with Raw Grain. 

Crown 8vo ... ... ... ... 50 

Procter, H. R. Leather Industries: Laboratory 
Book on Analytical & Experimental Methods. 
Demy 8vo ... ... ... ... 9 o 

Redwood, I. I. Theoretical and Practical 
Ammonia Refrigeration. Third edition, square 
x6mo ... ... ... ... 4 6 
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Richards, W. Practical Treatise on the Manu- 
facture and Distribution of Coal Gas. Demy 

4.10 ... ... ... ...loO 

Scammell, G., & Collyer, F. Breweries and 

Makings. Second edition, 8vo ... 12 6 

SpeyerSy C. L. Text Book of Organic Chemistry. 

Demy 8vo ... ... ... ... 90 

S pons' Encyclopaedia of the Industrial Arts, 
Manufactures and Commercial Products. 
Super- royal 8vo 

In 2 Vols., cloth ... ... ... 3 10 o 

,, 5 Divisions, cloth ... ... 3 11 6 

,, 2 Vols, half Morocco, top edge gilt ... 4 10 o 

Standa^e, H. C. The Practical Polish and 

\'annsh Maker. Crown Svo ... ... 60 

Streatfield, F. W. Practical Work in Organic 

Chemistry. Crown Svo ... ... 30 

Terry, G. Pigments, Paints and Painting. 

Crown Svo ... ... ... ... 76 

Van Eijndhoven, A. J. A Comparison of the 
English and French Methods of Ascertaining 
the Illuminating Power of Coal Gas. Crown 

oVO •.. ... ••• ... A. O 

Wein, E., & Frew, W. Tables for the Quan- 

titative Estimation of the Sugars. Crown Svo 6 o 

Workshop Receipts. For the use of Manu- 
facturers, Mechanics and Scientific Amateurs. 
Crown Svo, 5 Vols ... ... each 5 o 

First Series. Miscellaneous. 

Second Series. Chemical Manufactures. 

Third „ Electrical & Metallurgical 

Fourth „ Handicrafts and Mech- 
anical Subjects. 

Fifth „ Miscellaneous. 
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MARINE ENGINEERING AND NAVAL 

ARCHITECTURE. 

Barnaby, S. W. Marine Propellers. Fourth 

edition, demy 8vo ... ... net lo 6 

Bartley, B. C. The Marine Engineer's Record 

Book : Engines. 8vo, roan ... net 50 

The Engineer's and Draughtsman's Data Book 
for Workshop and Office use. Third edition, 
crown 8vo, roan ... ... ... 30 

Franklin, A. C. Yachting Hints, Tables and 
Memoranda. Waistcoat pocket size, 64nio, 
roan, gilt edges 

Ditto ditto in celluloid case 

Haldane, J. W. C. Steamships and their 
Machinery from first to last. 8vo 

Hogg, A. Tables for Constructing Ships' Lines. 
Second edition, 8vo 

Hovgaard, G. W. Submarine Boats. Crown 

O V \J ••• ••• ••• ••• 

Jordan, C. H. Tabulated Weights of Angle, Tee, 
Bulb, Round, Square, and Flat Iron and Steel 
for the use of Naval Architects, Ship- builders, 
&c. Fifth edition, French morocco, gilt edges 7 6 

Jordan, C. H. Particulars of Dry Docks on the 
river Thames. On a sheet folded in cloth. 
i8mo ... ... ... ... 2 6 

Little, H. The Marine Transport of Petroleum. 

Crown 8vo ... ... ... ... 10 6 

Main, J. The Progress of Marine Engineering 
from the time of Watt to the present day. 
Crown 8vo ... ... ... ... 76 

Reed's Engineers' Handbook to the Board of 
Trade Examinations for certificates of Com- 
petency as First and Second Class Engineers. 
Seventeenth edition, 8vo ... net 14 o 
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Reed. The key to the Seventeenth edition of 

Rekd\s Engineers' Handbook, 8vo net 76 

Examination Papers for Extra First 

Class Engineers. Third edition, 8vo net 14 o 

Polyglot Guide to the Marine Engine 

in English, PVench, German and Norsk. 

Oblong 8vo ... ... net 10 o 

Marine Boilers. Second edition, crown 

8vo ... ... ... net 46 

Useful Hints to sea-going Engineers. 

Third edition, crown 8vo ... net 36 

Drawing of the Triple Expansion 

Engine and the Pipe Arrangements. 

On 2 sheets in case ... net 36 

Drawing of a Compound Engine in 

case ... ... ... net i 6 

MATERIALS. 

Box, T. Practical Treatise on the Strength of 

Materials. Third edition, crown 8vo ... 18 o 

Britton, T. A. Treatise on the Origin, Progress, 
Prevention and Cure of Dry Rot in Timber. 
Crown 8vo ... ... ... ... 76 

Butler, D. B. Portland Cement: its Manufacture, 

Testing and Use. 8vo ... ... 18 o 

Calcare. Cement Users' and Buyers* Guide. 

32mo, leather ... ... net 26 

Delano, W. H. Twenty years' practical ex- 
perience of Natural Asphalt and Mineral 
Bitumen. Crown 8vo, parchment ... 20 

Grant, J. Experiments on the Strength of 

Cement. 8vo ... ... ... 106 

Heath, A, H. A Manual of Lime and Cement. 

Crown 8vo ... ... ... ... 60 

Luard, C. E. Stone : how to get it and how to 

use it. 8vo ... ... ... 20 

Newman, J. Notes on Concrete and Works in 

Concrete. Second edition, crown 8vo ... 60 
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Paterson, M. M. The Testing of Pipes and 

Pipe-joints in the open trenches. 8vo, sewed 2 o 

Redwood, I. I. Lubricants. Oils and Greases. 

8 vo ... ... ... • t • ^ o 

A Practical Treatise on Mineral Oils and 

their By-Products. Demy Svo ... 15 o 

Stoffler, E. Silico-Calcareous Sandstones. Svo, 

sewed ... ... ... ne/ 40 

MATHEMATICS. 

Blaine, R. G. Quick and Easy Methods of 

Calculating. i6mo, leather ... ... 26 

Byrne, O. General Method of Solving Equations 

of all Degrees. Svo, sewed ... ... 10 

Graham, J. Elementary Treatise on the 
Calculus for Engineering Students. Second 
edition, crown Svo ... ... ... 76 

HiggS, P. Algebra, Self-Taught. Third edition, 

crown Svo ... ... ... ... 26 

Ormsby, M. T. Elementary Practical Mathe- 
matics. Demy Svo ... ... ne/ 76 

Sloane, T. O'c. The Arithmetic of Electricity. 

Crown Svo ... ... ... ... 4 6 

MECHANICAL ENGINEERING. 

Steam Engines, Steam Boii.ers, Gas Engines, etc. 

Adams, Hy. Handbook for Mechanical Engi- 
neers. Fourth edition, crown Svo ... 76 

Applebys' Handbooks of Machinery. In six 

sections, Svo, each ... ... ... 36 

Section 1. — Prime Movers, Steam, Gas and Air Engines, Boilera, Tur- 
bines, &c. 

Section 2. — Hoisting Machinery, "Winding Engines and Lifting 
Appliances. 

Section 3. — Pumping Machinery, Pumping Engines, Centrifugal, Steam, 
Electrical and Hand Pumps. 

Section 4. — Machine Tools and Accessories. 

Section 6. — Contractors* Plant and Railway Materials. (In the Press,) 



18 E. k F. N. SPON, Ltd. 



Section fi. — Mining", Colonial and Manufarturing: Machinery. 

The portion of Section (», dealing with Mining Machinery, is to be had 
sepamtely, priee 2s. <k1. 

Barber, T. W. Engineers* Sketch Book of 

Mechanical Movements. Third edition, 8vo lo 6 

The Repair & Maintenance of Machinery-. 

Hvo ... ... ... ... lo 6 

Box, T. Practical Treatise on Mill Gearing. 

Fifth edition, crown 8vo ... ... j 6 

Byrne, O. The Essential Elements of Practical 

Mechanics. Fourth edition, post 8vo ... 76 

Campin, F. The Practice of Hand Turning. 

Third edition, crown 8vo ... ... 36 

Co Iyer, F. The Working and Management of 
Steam Boilers and Engines. Second edition, 
crown 8vo ... ... ... ... 36 

Treatise on Modern Steam Engines and 

Boilers. 4to ... ... ... 12 6 

Cooper, J. H. Treativse on the use of Belting 
for the Transmission of Power. Fourth 
edition, demy 8vo ... ... ... 15 o 

Cotterill, J. H. The Steam Engine considered 
as a Thermodynamic Machine. Third edition 
8vo ... ... ... ... 15 o 

Dahlstrom, K. P. The Fireman's Guide, a 
Handbook on the Care of Boilers. Eighth 
edition, fcap. 8vo ... ... ... 20 

Diesel, R. Theory cS: Construction of a Rational 

Heat Motor. 8vo ... ... ... 60 

Donaldson, W. Transmission of Power by 

Fluid Pressure, Air and Water. 8vo ... 60 

Fletcher, W. History and Development of 

Steam Locomotion on Common Roads. 8vo 5 o 

Foden, J. The Boiler Makers' and Iron Ship- 
builders' Companion. Fourth edition, fcap. 8vo 5 o 
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Fuller, J. Art of Copper Smithing. Royal 8vo 12 6 

Goldingham, A. H. The Design & Construc- 
tion of Oil Engines. Crown 8vo... net 60 

Graham, J. C. Elementary Treatise on Steam 

and the Use of the Indicator. 8vo ... 90 

Halliday, G. Belt Driving. 8vo ... ... 3 6 

Hanssen, A. The Commercial Efficiency of 

Steam Boilers. Large 8vo, sewed ... 6 

Henthorn, J. T. The Corliss Engine. Third 

edition, square i6mo ... ... .., 36 

Hett, C. L. Table of the Power of Leather 

Belting and Shafts. On folding card ... 10 

Hiscox, J. D. Gas, Gasoline and Oil Vapour 

Engines. Fourth edition, 8vo ... net 10 6 

Kinealy, J. H. Elementary Text-book on Steam 

Engines and Boilers. Third edition, 8vo ... 10 6 

Knight, C. The Mechanician : a Treatise on the 
Construction and Manipulation of Tools. 
Fifth edition, 4to ... ... ... 18 o 

Lieckfeld, G. Practical Handbook on the Care 
and Management of Gas Engines. Square 
i6mo ... ... ... ... 36 

Low, P. A. Valve Setting Record Book. 8vo 

boards ... ... ... ... i 6 

Millis, C. T. Metal Plate Work, its Patterns and 

their Geometry. Third edition, crown 8vo 9 o 

Peattie, J. Steam Boilers, their Management 

and Working. Fourth edition, crown 8vo ... 50 

Porter, C. T. Treatise on the Richards Steam 

Engine Indicator. Fifth edition, 8vo ... 90 

Richards, J. The Arrangement, Care and 
Operation of Wood Working Factories and 
Machinery. Second edition, crown 8vo ... 50 



30 E. & F. N. SPOK. liTD. 

Rig^» A. Practical Treatise on the Steam Engine. 

Second edition, demy 4to ... ...15 

Sexton, M.J. Pocket Book for Boiler Makers 
and Steam I'sers. Fourth edition, royal 321110, 
roan, gilt edges ... ... ... 5 

Spencer, A. Roll Turning for Sections in 

Steel and Iron. Second edition, 4to ... i 10 

Uhland, W. H. Slide and Piston-Valve Geared 

Steam Kngines. Two Vols., half Morocco ... i 16 

Watson, E. P. How to run Engines and 
Boilers. Fourth edition 



METALLURGY. 

Andrews, T. The Life of Railway' Axles. 8vo, 
sewod 

» '^ «V^r\4 ••• ••• ••• ••• 

Microscopic Internal Flaws in Steel 

Rails and Propellor Shafts. 8vo, sewed 






Welch, E. J. Practical method of Designing 

Slide Valve Gearing. Crown 8vo ... e> 

Wright, T. W. Elements of Mechanics. 8vo 10 

Zeuner, G. Treatise on Valve Gears, translated 
from the fourth German edition by J. F. Ki,ein, 

0\*l .a. ... •*. ..« 
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Microscopic Internal Flaws, Inducing 

Fracture in Steel. 8vo, sewed 

Davies, J. Galvanized Iron: its Manufacture 
and Uses. 8vo ... ... net 

Ede, G. Guns and Gun Making Material. Crown 

o \ w ••• ••• ••• ••• 13 

The Management of Steel. Seventh 

edition, crown 8vo ... ... ^ 

Kirk, E. The Cupola Furnace. Demy 8vo ... 14 

Macfarlane, J. W. Practical Notes on Pipe 

Founding. 8vo ... ... ... 12 

Sharp, J. Modern Foundry Practice. 8vo net 1 i 
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West, T. D. The Metallurgy of Cast Iron. 

Second edition. 8vo ... ... ... 12 6 

Wyllie, C. Treatise on Iron & Steel Founding. 

Second edition, crown 8vo ... ... 50 

MINERALOGY AND MINING. 

Andre, G. G. Rock Blasting, 8vo ... 5 o 

Practical Treatise on Coal Mining. Two 

Vols., royal 4to ... ... ... 3 12 o 

Brown, W. L. Manual of Assaying Gold, Silver, 
Copper and Lead Ores. Ninth edition, crown 
8vo ... ... ... ... 126 

Charleton, A. G. Tin : Describing the Chief 

Methods of Mining, Dressing, etc. Crown 8vo 12 6 

Daw, A. W., & Z. W. The Blasting of Rock in 

Mines, Quames and Tunnels, etc. Demy 8vo 15 o 

Hopton, W. Conversations on Mines. Ninth 

edition, crown 8vo ... ... ... 46 

Hull, E. Our Coal Resources at the End of the 

Nineteenth Century. Demy 8vo ... 60 

Kirkpatrick, T. S. G. Simple Rules for the 

Discrimination of Gems ... ... 20 

The Hydraulic Gold Miners* Manual. 

Second edition, crown 8vo ... ... 40 

Lock, C. G. W. Economic Mining. 8vo ... i i o 

Gold Milling : Principles and Practice. 

Demy 8vo ... ... net i 10 o 

Mining and Ore-Dressing Machinery. 

Super-royal 4to ... ... ...150 

Miner*s Pocket Book. Fourth edition, 

fcap. 8vo, roan ... ... net 12 6 

Longridge, C. C. The Holloway Longridge 

Process for Extracting Gold. 8vo, sewed ... 16 

Miller, J. A. The Practical Handbook for the 
Working Miner and Prospector, and the 
Mining Investor. Crown 8vo ... ... 76 
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M U rgue, D. The Theory and Practice of Centri- 
fugal Ventilation Machines. 8vo ... 50 

Povey- Harper, J. Examples of Coal Mining 

Plant. Second edition, in portfolio ... 4 4 o 

Suttie, T. R. The Miner's and Prospector's 

Pocket Guide. Square i6mo ... net 20 

ORGANIZATION AND MANAGEMENT 

Brown, N. The Organization of Gold Mining 

Busmess. Fcap. folio... ... net 150 

Foster, H. A. Central Station Management and 

Finance. 8vo ... ... ... 76 

Central Station Book Keeping. 8vo ... 12 6 

Lewis, J. S. The Commercial Organization of 
Factories. Royal 8vo. New Edition in the Press, 

Matheson, E. Depreciation of Factories. 2nd 

edition, 8vo ... ... ... 76 

Aid Book to Engineering Enterprise. 

Third edition, 8vo ... ...140 

Parry, W. Kaye. Office Management. A hand- 
book for Architects and Civil Engineers, net 10 o 

Williams, R. R. The American Hardware Store. 

Royal 8vo ... ... ... ... 126 

RAILWAY ENGINEERING. 

Allen, C. F. Railroad Curves and Earthwork. 

i2mo, leather, gilt edges ... net 8 6 

Allen, G. T. Tables of Parabolic Curves for the 
use of Railway Engineers and others. Fcap. 
i6mo ... ... ... ... 40 

Blackall, R. H. Up to date Air Brake Catechism. 

Crown 8vo ... ... ... net 60 

BriggS, C. Simple and Automatic Vacuum 

Brakes. 8vo ... ... ... 40 

Cole, W. H. Notes on Permanent-way Material, 
Plate-laying, and Points and Crossings. 
Third edition, crown 8vo ... ... 76 
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Derr, W. L. Block Signal Operation. Oblong 

crown 8vo ... ... ... ... 7 6 

Glover, J. Formulae for Railway Crossings and 

Switches. Royal 32mo ...• ... 26 

Grimshaw, R. Locomotive Catechism. Crown 

o V \J ••• ••• ••• ••• y \J 

Grover, J. W. Estimates and Diagrams of 

Railway Bridges. Second edition, folio ... i 11 6 

Iron and Timber Railway Superstruc- 
tures and General Works. Folio ... 2 2 o 

'Examples of Station Buildings and their 

Cost. Folio ... ... ... ID 6 

Haldane, J. W. C. Railway Engineering, Me- 
chanical and Electrical. Demy 8vo ... 15 o 

Hogg, C. P. Tables for setting-out Railway 

Curves. A series of cards in neat cloth case 4 6 

Hughes, G. The Construction of the Modern 

Locomotive. 8vo ... ... ... 90 

Johnson, J. R. Practical Hints for Light 

Railways at Home and Abroad. Crown 8vo... 2 6 

Jones, T. W. Permanent Way Pocket Book. 

Oblong 8vo ... ... ... 46 

Kennedy, A., & Hackwood, R. W. Tables 

for setting out Curves for Railways, Roads, 

Canals, etc. 32mo ... ... ... 26 

Macgregor, W. Tables for Computing the 
Contents of Earthwork in the Cuttings and 
Embankments of Railways. Royal 8vo ... 60 

Paterson, J. Tables and Diagrams of Switches 

and Crossings. 8vo ... ... ... 36 

Rapier, R. C. Remunerative Railways for New 

Countries. Crown 4to ... ... 15 o 

Spooner, C. E. Narrow Gauge Railways. 

Second edition, 8vo ... ... ... 150 
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Watson, A. G. Practical Hints on setting out 

Curves. i8mo ... ... ... 6 o 

SANITATION. 

Bailey-Denton, ^. Sewage Purification. 8vo 5 o 

Birch, R. W. P. Sewage Irrigation by Farmers. 

8vo, sewed ... ... ... ... 2 6 

Boulnois, H. P. Dirty Dustbins and Sloppy 

Streets. Crown 8vo, sewed ... ... 10 

The Municipal and Sanitary Engineer's 

Handbook. Third edition, demy 8vo... 15 o 

Coleman, T. E. Sanitary House Drainage, its 

Principles and Practice. Crown 8vo ... 60 

Stable Sanitation & Construction. Crown 

8vo ... ... ... ... 60 

Colyer, F. Public Institutions, their Engineering, 

Sanitary, and other Appliances. 8vo ... 50 

Treatise on the Modern Sanitary Appli- 
ances for Healthy Residences. Crown 

O V \J ••• ••• ••• ••• ^ yj 

Davles, J. P. Standard Practical Plumbing. 

Vol I. Fourth edition, royal 8vo ... 7 ^6 

Vol II. Royal 8vo ... net 10 6 

Davis, G. B., & Dye, F. A Complete and 
Practical Treatise on Plumbing & Sanitation. 
2 vols., 4to cloth ... ... ne/ 2 15 o 

Parsons, Hon. R. C. Las Obras de Salubridad 

de la Ciudad de Buenos Aires. Svo ne/ 5 o 

Robinson, H. Sewerage and Sewage Disposal. 

Second edition, demy Svo ... ... 50 

Smeaton, J. Plumbing, Drainage, Water Supply 

and Hot Water Fitting. Svo ... ... 76 

WARMING AND VENTILATION. 

Box, T. Practical Treatise on Heat. Ninth 

edition, crown Svo ... ... ... 126 
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Drysdale, J., & Hayward, J. W. Health and 

Comfort in House Building, or Ventilation 
with warm aii: by self-acting suction power. 
Third edition, 8vo ... ... ... 76 

Dye, F. Hot Water & Steam Cooking Apparatus. 

Second edition, i8mo ... ... ... 16 

Hot Water Supply. Fourth edition, 

crown 8vo ... ... ... 30 

A Practical Treatise upon Steam Heating 

Demy Svo ... ... net 10 o 

Eldridge, J. The Engineer's Practical Guide 
for Fixing Hot Water Apparatus. Second 
edition, crown Svo, sewed ... ... 10 

Hood, C. Practical Treatise upon Warming 
Buildings by Hot Water. Third edition, 
revised by F. Dyk. Demy Svo ... ... 15 o 

Kinealy, J. H. Charts for Low Pressure Steam 

Heating. Small folio ... ... 46 

Formulae and Tables for Heating. Svo 3 6 

Rafter, G. W. Mechanics of Ventilation. 2nd 

edition, iSmo, boards ... ... ... 20 

WATER SUPPLY. 

Collet, H. Water Softening and Purification. 

Crown Svo ... ... ... ... 5 o 

Co Iyer, F. Treatise on Water Supply, Drainage 
& Sanitary Appliances of Residences. Crown 

oVO. ... ... ... ... ^O 

H i 1 1 , J . W. Purification of Public Water Supplies. 

Svo ... ... ... ... 10 6 

Parry, J. Water Supply. New edition. Crown 

ovo ... ... ... ... 3 ^ 

Richert, G. On Artificial Underground Water. 

Svo, sewed ... ... ... net 10 
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Sporiy E. Well Sinking. New Edition in the Press 
Stone, F. W. Notes on Water Supply. Crown 

O V v/ ••• ••• ••• «.. ^ \j 

Tudsbery, J. H. T., & Brightmore, A, W. 

The Principles of Waterworks* Engineering. 

Second edition, 8vo ... ... ...150 

USEFUL TABLES. 

Babbage, C. Tables of Logarithms of the 
Natural Numbers from i to 108,000. Stereo- 
type edition. Svo ... ... ... 7 6 

Barlow's Tables of Squares, Cubes, Square 

Roots, Cube Roots & Reciprocals. Crown Svo 6 o 

Brookf J. French Measures & English Equiv- 
alents. Fcap. 32mo, roan ... ... 10 

Clarky L. A Dictionary of Metric and other 

useful measures. Svo... ... ... 60 

Girder, W. J. Tables of the Weight of Iron. 

• On large folding card ... ... ... 10 

KeerayefF, P. Tables of some of the Principal 
Speeds occurring in Mechanical Engineering, 
expressed in Metres per second. iSmo, sewed 6 

La N i CCa, J . Turner's and Fitter's Pocket Book. 

iSmo, vSewed ... ... ... 6 

Lindsay, Lord. Tables for Engineers and 
Mechanics, giving the values of the different 
trains of wheels required to produce Screws 
of any pitch. Second edition, royal Svo, 
oblong . . . . ... , . 20 

Martin, W. A. Screw-cutting Tables. Seventh 

edition, royal Svo, oblong ... ... 10 
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Molesworth, Sir G. L. Metrical Tables. 

Third edition, royal 32mo ... ... 2 o 

Price, W. Turner's Handbook on Screw-cutting, 

Coning, etc. Fcap. 8vo ... ... 10 

Reed's Screw and Worm-wheel Cutting up, to 

date. Royal 32mo ... ... ... 26"^ 

Rownson's Iron Merchant's Tables and 
Memoranda, Weights and Measures. 32mo, 
leather ... ... . . ... 36 

Spons' Tables and Memoranda for Engineers, 
by J. T. Hurst, C. E. Twelfth edition, 64mo, 
roan, gilt edges ... ... ... 10 

Ditto ditto, in celluloid case i 6 

Taylor, T. Gauges at a Glance. Second edition. 

Post 8vo, oblong, with tape converter net 50 

Thompson, S. P. Optical Tables and Data, for 

the use of Opticians. Oblong 8vo net 6 o 

Unwin, W. C. Short Logarithmic and other 

Tables. Fourth edition, small 4to ... 30 

Whitelaw, H. N. Fifty-four hours' Wages 

Calculator. Second edition, 8vo net 26 

Woodward, C. J. A. B. C. Logarithms for 
general use, with lateral index for ready 
reference. Crown 8vo, limp leather ... 40 

MISCELLANEOUS. 

Boulnois, H. P. Practical Hints on Taking a 

House. iSmo ... ... ... 16 

Boulvin, M. J. The Entropy Diagram and its 

Applications. Demy 8vo ... ... 50 
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Burr, S. D. V. Bicycle Repairing. Fourth 

edition, 8vo ... ... ... ... 4 6 

Dye, F. The Cooking Range : its Failings and 

Remedies. Fcap. 8vo, sewed ... ... 6 

Gillett, W. The Phonograph, and how to con- 
struct it. Crown 8vo ... ... ... 50 

Hopkins, G. M. Experimental Science, Ele- 
mentary, Practical and Experimental Physics. 
20th edition, large Svo ... ... 16 o 

Longridge, J. A. Internal Ballistics. Svo ... 18 o 

Treatise on the Application of Wire to 

the Construction of Ordnance. Svo ... i 5 o 

The Progress of Artillery: Naval Guns. 

Svo, sewed ... ... ... 20 

The Field Gun of the Future. Svo, 

sewed ... ... ... ... 26 

Philipson, W. Prize Essay on the Suspension 

of Carriages. Svo ... ... ... 50 

Richards, W. The Gas Consumer's Handy 

Book. iSrao, sewed ... ... ... 6 

Spons' Engineer's Diary and Year Book, issued 

Annually. 4to ... ... ... 36 

Mechanic's Own Book : A Manual for 

Handicraftsmen and Amateurs. Fifth 

edition, demy Svo... ... ... 6 o 

Ditto ditto half Morocco ... 7 6 
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